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AUTHORIZATION. 

On July 20, 1907, His Honor, the Mayor of the City of 
Philadelphia, John E. Reyburn, approved an ordinance 
of Councils entitled "An Ordinance to authorize the De- 
partment of Public Works to make investigations and re- 
port upon a comprehensive plan for the collection, purifi- 
cation and disposal of the sewage of the City, together 
with such alterations and extensions of the existing sewer- 
age systems as may be necessary, and to make an appro- 
priation therefor." The ordinance provides, in part, as 
follows : 

Whereas, By an Act of Assembly of the State of Penn- 
sylvania, entitled "An Act to preserve the purity of the 
waters of the State for the protection of the public health," 
approved April 22, 1905, it is provided, among other 
things, that "No person, corporation or municipality 
shall place, or permit to be placed or discharge, or per- 
mit to flow into any of the waters of the State, any sew- 
age, except as hereinafter provided, etc." Also, that 
"Whenever it is their unanimous opinion (Governor, At- 
torney General and Commissioner of Health), that the 
general interests of the public health would be subserved 
thereby, the Commissioner of Health may issue a permit 
for the discharge of sewage for any such sewer system inta 



any of the waters of the State, and may stipulate in the 
permit the conditions on which such discharge may be per- 
mitted," revocable at any time; and 

Whereas, The Governor of the State, the Attorney Gen- 
eral and the Commissioner of Health have by various per- 
mits granted the right to the City of Philadelphia to extend 
various sewer systems, and to discharge the sewage into 
the waters of the State subject, among others, to the 
following conditions: "That the City shall, on or before 
the year one thousand nine hundred and twelve, prepare 
and submit to the State Department of Health, for ap- 
proval, a comprehensive sewerage plan for the collection 
and disposal of the sewage of the various drainage dis- 
tricts of the City," and another condition as follows: 
"Extensions shall be immediately approved, provided 
some progress shall be made each year in the study of a 
comprehensive system of sewerage for the various drainage 
districts, and provided that said sewer extensions shall 
not, as far as practicable, be at cross purposes with said 
comprehensive system ; ' ' now, therefore. 

Section 1. The Select and Common Councils of the City 
of Philadelphia do ordain. That the Department of Public 
Works be authorized and directed to make investigations 
and report upon a comprehensive plan for the collection, 
purification and disposal of the sewage of the City, to- 
gether with such alterations and extensions of the exists 
ing sewerage systems as may be necessary; also to carry 
on experiments and report upon the feasibility of the 
treatment of sewage, together with estimates of the prob- 
able cost of altering the present sewage systems as far 
as may be required, of constructing necessary outfall 
sewers, of constructing disposal works, and the mainten- 
ance of the same. 

Section 2. The Director of the Department of Public 
Works is hereby authorized to employ in consultation such 
engineers and bacteriologists as may be requisite to reach 
a satisfactory solution of the problem ; and also to employ 
such engineers and assistants as may be required for 
making surveys, investigations, experiments and recom- 
mendations; all expenses for salaries, inspection, tests, 
-transportation, and incidental expenses, not otherwise 
provided for, shall be paid out of the appropriation for 
the work herein authorized. 



Section 1 of this ordinance provides for investigation 
and report, which may be assumed to be divided into the 
following subjects : 

1. A comprehensive plan for the collection, purifica- 
tion and disposal of the sewage of the City. 

2. Alterations and extensions of the existing sewer 
system. 

3. Experiments and report on the treatment of sewage. 

4. Estimates of the cost of altering the present sewer 
system. 

5. Constructing intercepting sewer systems and disposal 
works. 

6. Maintenance of disposal works. 

The accompanying report is intended as a progress re- 
port covering Item 3 above. 



SUMMARY OF CONCLUSIONS. 

(See Report following:.) 



FINE MESH SCREENING. 

Page 35. The 35 mesh per inch screen removed one-third of the 
suspended matter in the crude sewage as applied; pre- 

Page 40. vented the formation of scum in subseqeunt sedimentation 
tanks, and prevented the clogging of nozzle orifices on the 

Page 36. sprinkling filters. 

SEDIMENTATION. 

For the purpose of comparison, the results of sedimenta- 
tion are given in percentage removal, although it is 
recognized that effluents which are produced with equal 
percentage removal are not comparable on the basis of 
solids content. 

Horizontal Flow. 

Three and one-half hours nominal flow through a 
Page 42. baffled sedimentation tank removed two-thirds of the sus- 
pended solids in the crude sewage; an increased storage 
Page 41. did not produce a proportionate improvement in the 
efficiency of the tank. Baffling by equalizing velocity 
Page 44. tlirough the cross section prevented dead spots in the tank 
Page 170. and restrained sludge and scum at the inlet end. 

Between periods of three and a half to six hours flow 

the influent was not deoxidized nor rendered offensive 

Pago 39. when sprayed upon sprinkling filters. To prevent septic 

action the tanks required sludging and washing out every 

six weeks. 



Vertical Flow. 

The Emscher or ImhofE tank studied illustrated the 
principle involved, inasmuch as the substantial separation 
of the sewage flow from the digesting sludge keeps the Page 49. 
sewage fresh and eliminates offensive odors either in the page ist. 
effluent, the sludge, or in the gas developed. Page 50. 

The removal of suspended solids from the crude sew- 
age was but little more than one-half due to the shallow- page 47. 
ness of the tank ; the efSciency may be increased in tanks 
of working size. 

SLATE CONTACT BEDS. 

The best results were accomplished when this bed was page es. 
filled twice a day, or at a rate of two million gallons per 
acre per day. 

Crude sewage applied, deposited three-fourths of the 
suspended solids; the effluent was slightly nitrified and Table No. s. 
rendered partially stable. 

The deposit on the slates was inodorous, resembling page les. 
earth, and could be removed by flushing in the small size 
bed experimented with. Page ss. 

"Where slates are not a waste product the construction of 
the bed would be costly. 

CONTACT SYSTEM. 

The primary and secondary beds treating settled sew- Table No. 11. 
age did not mature sufficiently to yield a stable effluent mag-m No. n. 
although it was very low in suspended matter. The highest Page m. 
rate obtained was 1,350,000 gallons per acre per day. 
"With sewage containing less trade waste better results 
might have been obtained. 

SPRINKLING FILTERS. 
Distribution. 

Best results were obtained with fixed sprinkler nozzles 
when the film of sewage was made to constantly travel page es. 
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back and forth over the media, without a resting period; 
Page 65. this caused a uniform rate of flow from the underdrains. 

Rate of Operation. 

Page 72. A regular uniform rate oft operation produced better re- 

sults than the same net rate obtained irregularly. With 
filters exposed to the weather and receiving sewage par- 

Diag'm No. 18. tially Settled, the maximum rate obtained was two 
and a half million gallons per acre per day, but in the 
Winter the stability of the effluent deteriorated. 

With a filter protected from the weather, having fine 
screened and settled sewage uniformly distributed over its 
surface, and having a ventilating system, the maximum 

Diag'm No. 27. rate used was three and one-tenth million gallons per acre 
per day. The effluent was practically always stable. How 
far this would have been affected by exposure to the 
weather was not determined. 

Kind of Media. 

Diag'm No. 26. Trap and gravel maintained their initial size. Lime- 
stone and slag disintegrated to a slight extent. 

The smooth surface of the gravel stones was not as 
Page 71. well adapted to the formation of a bacterial jelly as 

rougher media, and the extreme roughness of slag caused 
Page 99. it to retain the deposited solids. 

The rough, irregular cinders removed all the suspended 
matter from coarsely screened sewage, so that clogging 
Page 103. soon ruined the bed. 

Size of Media. 

The completeness of preliminary treatment partially 
controls the size of media in subsequent filtration. 

In filters exposed to the weather and receiving sewage 

Filter No. 204. partially settled, operating at two and a half million 

gallons per acre per day, best results were obtained from 



trap media one inch to three inches in size. Under the 
more favorable conditions of fine screened and settled 
sewage as an influent uniformly distributed, at a rate of Filter No. 22. 
three and one-tenth million gallons per acre per day, media 
three-quarters inch to one and a half inch produced an ex- 
cellent effluent. 

Depth of Bed. 

Filters of less depth than six feet were not satisfactory, 
but from filters six feet or more in depth effluents could 
be obtained at rates between two and a half and three 
million gallons per acre per day of satisfactory quality. 
The additional depth over six and one-half feet did not 
seem to be economical. 

Maturing. 

Filters exposed to the weather, receiving sewage par- 
tially settled, and put in operation in March, yielded a 
satisfactory effluent in three weeks and after three months 
the effluent was perfectly stable. Diag'm No. 21. 

A filter protected from the weather, having fine screened 
and settled sewage uniformly distributed over its surface, 
and put in operation in July, yielded a perfectly stable 
effluent after one week of service. 

Unloading. 

In filters operated at rates between two and one-half and Diagrams nos. 

1 .,,. ,, ... , „16, I8and27. 

three million gallons per acre per day, media composed of 
stones approximately uniform in size completely unloaded 
the solids stored up in the interstices, whereas media com- 
posed of stones of grea;t diversity in size became badly Page 97. 
clogged but did not unload. 

Effect of Freezing Temperature. 

No trouble was experienced from the formation of ice 
upon the surface of the filters ; biological activity was Page 76. 
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decreased by the low temperature to such an extent, how- 
ever, that at a rate of two and one-half million gallons per 

Fi^and™! ^"°^' ^^^^ P®^ ^^y *^^ ^^^ grain and graded mixture beds 
pooled and the effluents of all the exposed filters were of 
lower stability than in summer. 

Elimination of Surface Growth. 

Page 118. Fungus growths on the surface were completely re- 

moved by an application of calcium hypochlorite dissolved 
in water. 

Page 118. The continual disinfection with calcium hypochlorite 

of the influent to a filter maintained its surface in perfect 
condition and did not interfere with the biological action 
of the bed. 

Bacterial Efficiency. 

Tnd'll.'^''^' ^^ '^^^^ average number of bacteria in the efQuent of a 
mature sprinkling filter operated at rates between two 
and one-half and three million gallons per acre per day 

Table No. 31. was 400,000 per C.C.J which represented a removal of 86 
per cent, from the crude sewage. 

Table No. 31. Bacterial efiiciency within a limited range of small 
size stone was proportional to depth of bed. 

Settlement of the Effluent. 

"When the effluent was passed through a settling basin 
Table No. 42. in two hours much improvement was obtained by the re- 
moval of the suspended matter. 



HAMBURG AND INTERMITTENT SAND FILTER. 

Page 121. A filter modeled after the so-called Hamburg type, in 

which distribution is effected by a layer of fine coke ; also 

Page 124. a sliallow, coarsc size sand filter both operated at too low a 
rate to be economical, for the conditions in Philadelphia. 



DISINFECTION. 

Fresh sewage from which suspended matter larger than Tatie No. «. 
one-twenty-fifth inch had been removed was disinfected to 
a practical degree with calcium hypochlorite ; the amount 
of disinfectant required depended upon the amount and Page 12t. 
condition of the organic matter in the sewage. 

Economy of design and operation can be attained by 
short storage and mechanical agitation to insure contact Page is». 
of the disinfectant and the sewage. 

DILUTION. 

Crude sewage when passed through a fine mesh screen 
or satisfactorily settled to remove the solids larger than 
1-25 inch, and disinfected with calcium hypochlorite to 
yield six parts per million available chlorine ; was added Page isa. 
to river water in proportions up to one to ten, and its 
purification accomplished without offense to sight or smell 
nor the depletion of the dissolved oxygen of the river 
water below 50 per cent, saturation. 

SLUDGE. 
Amount. 

Horizontal flow in sedimentation tanks produced sludge Pase la. 
88 per cent, moisture at an average rate of five cubic 
yards per million gallons s<^wage. 

An Emscher tank with 4J feet vertical flow produced page lea. 
jsludge 82.6 per cent, moisture at an average rate of nine- 
tenths cubic yards per million gallons sewage. 

Condition. 

Cleaning plain sedimentation tanks caused considerable Page iw. 
offense, but the sludge withdrawn from the Emscher tank 
had a tarry odor and was not offensive. 

Scum formed on sedimentation tanks except when thepo^es iss and 
influent was screened. 
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Digestion. 



Page 175. The placing of sludge from a sedimentation tank in a 

water-tight, uncovered tank for digestion did not prove 

successful. 

Lagooning. 

Wet sludge from plain sedimentation tanks placed in 

earth lagoons to a depth of twelve inches in moderate 

Page 179. weather, dried to a consistency fit to remove within the 

six weeks elapsing between cleaning tanks, and its volume 

was four-tenths of that applied. 

Sludge Bed. 

Fine sand or sawdust over a coarse ston'e drainage floor- 
was more efficient for reducing moisture in sludge 
than a plain earth lagoon. 

Wet sludge from a sedimentation tank, applied six 

Table No. 66. inches deep in winter weather, under cover, dried to a 
consistency fit to remove in six days and under the same 
conditions but not under cover, in twelve days. 

Page 187. Bascd upou Small size tests in winter weather, Emscher 

sludge 12 inches deep upon a sand bed, dried to a con- 
sistency fit to remove in 12 days during freezing weather. 
In Germany the time is given as from 4 to 5 days, but 
sludge is not withdrawn in freezing weather which ac- 
counts for the difference. 

Page 190. When equal weights of rice coal and wet sludge were 

mixed and placed on sludge beds, the mixture was fit to- 

Page 197. remove in one day, and was successfully burnt. 



PRELIMINARY INVESTIGATION. 



Following the authorization in February,. 1908, the Di- 
rector of the Department of Public "Works, Mr. George 
R. Stearns, and the Chief Engineer of the Bureau of Sur- 
veys, Mr. George S. Webster, in order to secure at first 
hand valuable information concerning the recent advances 
made in Sanitary Science, and to observe for themselves 
the effect of treatment in existing plants, visited some 
of the principal cities of Europe within the countries of 
England, Belgium, Holland, Germany and France, which 
had constructed works for the purification and disposal 
of sewage, a report of which investigation was made to 
His Honor, the Mayor, under date of February 29, 1908, 
(for an abstract of which see Proceedings of The En- 
gineers' Club of Philadelphia for January, 1909). 

Prior and subsequently ihese officers, accompanied by 
assistants directly interested in the design and operation 
of sanitary works, visited various types in this country, 
comprising Boston, Lawrence, Worcester and South 
Pramingham, Mass.; Columbus, Marion and Mansfield, 
Ohio ; Baltimore, Md. ; Reading and Washington, Pa., and 
other places of minor interest were visited by the assist- 
ants, including, Danville, Pa. ; Providence, R. I. ; Water- 
bury, Conn. ; Brockton, Mass. ; Mt. Vernon, N. Y., and 
Boonton, N. J. 
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ORGANIZATION AND ROSTER OF EMPLOYEES. 

As a further step in this work there was organized a 
division of the Bureau of Surveys, known as the Sewage 
Disposal Division, under the supervision of the Principal 
Assistant Engineer, Mr. George E. Datesman. 

Pursuant to the inspections and profiting by the mass of 
information and data collected, studies comprising many 
plans and tentative projects were prepared for the col- 
lection, purification and disposal of the sewage for the 
€ntire City. 

The work of this division will comprise the investiga- 
tion and report upon all the items authorized by the Or- 
dinance above quoted. 

In conjunction with the preparation of studies and the 
collection of data for the comprehensive plan which is to 
form the basis of the future sanitary development of the 
City, it was found essential to conduct an exhaustive series 
of experiments upon sewage treatment. 

The roster, together with the dates of appointments 
at employees engaged in this division, principally in the 
experimental work at the sewage experiment station, 
-which work forms the subject matter of this report, is as 
follows : 
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Assistant Engineer in charge, W. L. Stevenson, Sep- 
tember 21, 1908. 

Draughtsman, Lynn E. Perry, August 22, 1907. 

Chemist, Geo. G. Eysenbach, July 1, 1909, to June 1, 
1910. 

Assistant Chemist, Lyle L. Jenne, September 20, 1909 to 
May 31, 1910. 

Assistant Bacteriologist, Leroy A. "Wilkes, June 11, 1909, 
to September 15, 1909. 

Assistant Bacteriologist, Percy E. Mebus, October 1, 
1909, to June 14, 1910. 

Apprentice, Walter Young, October 18, 1909, to May 31, 
1910. 

SELECTION OF SITE. 

There had been built in 1900 by the Bureau of Surveys, 
a testing station wherein experiments on water purifica- 
tion were conducted prior l.o the design and construction 
of the present improved water supply of the City. This 
station is situated in Fairmount Park adjacent to the 
Spring Garden Pumping Station of the Bureau of Water, 
where power for pumping sewage, steam and electricity 
were available. Under the Park drive at the pumping 
station there is an intercepting sewer collecting all the sew- 
age from the drainage area bounded by the Bast bank of 
the Schuylkill river above Fairmount Dam and its tribu- 
tary areas. 

This area is sewered on the separate system which con- 
sists essentially of carrying house sewage and storm water 
in separate conduits. It comprises an area of more than 
4,500 acres of which there is at l^ast .1,500 acres built up 
and contributing drainage which is of very diverse charac- 
teristics. Along the canal and river are located many 
mills and industrial plants, as shown in table No. 1. Mana- 
yunk comprises the flat land adjacent to the river and 
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the steep slopes back to the high ridge separating the 
Valley of the Wissahiekon from the Schuylkill. The 
settlements along this ridge are called Wissahiekon and 
Roxborough, and the territory is almost entirely resi- 
dential. The Wissahiekon Creek Valley is largely Fair- 
mount Park property but receives the drainage from the 
westerly side of Germantown, Chestnut Hill and part of 
Mt. Airy, the territory being entirely residential. 

The existing testing station, iU proximity to the inter- 
cepting sewer, the concentrated sewage and large amount 
of trade waste present, made it a desirable location to 
conduct the tests, as mechanical or biological processes 
found successful with the sewage available should be 
satisfactory for any portion of the City. 

A n eight inc h vitrifiM.jgipe_ connection was made 
at right angles to the intercepting sewer and fifteen inches 
above"the invert. The sewerjs Jourfeet seven inches in 
diameter and usually flows 32 inches deep. This pipe was 
therefore completely submerged. It emptied into a pump 
well three feet six inches in diameter and thirteen feet 
\ deep. The six-inch suction of a 12" x 8" x 12" Barr pump 
I ended one foot above the bottomof the jeUand so allowed 
'very little sediniCTt to_aecamulate_^thereiit 

The sewage was pumped through a 4-ineh cast-iron force 
main about four hundred and thirteen feet long, and 
elevated about ninety feet to the testing station, where 
a connection was made to the 6-inch cast-iron main, which 
connected with the various tanks and fixtures of the testing 
station, used in the water experiments. 

The experimental work was begun on March 23, 1909, 
and discontinued May 15, 1910. 



PROCESSES INVESTIGATED. 

The processes of sewage disposal studied at the testing 
station may be divided into groups as shown below. The 
sampling stations were numbered in accordance with this 
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scheme. Those points at which crude sewage was collected 
being numbered between 1 and 9, others as follows : 



Process. 


Purpose. 


Sampling 
station 

Numbers 


Preparatory 


Primary removal of suspended solids 


10 to 19 


Oxidizing 


Removal of putrescibility 

Secondary removal of suspended solids 


20 to 29 


rinishing 


30 to 39 


Disinlection 




40 to 49 


Dilution. 


Utilization of the natural purifying powers of 






50 to 59 


Sludge studies 


Handling and disposal - - 


A to Z 









The relation and connections between these processes 
as studied in the station is shown in diagram No. 1. 

DESCRIPTION OP THE TESTING STATION 

The testing station having been designed for water ex- 
periments, it was equipped with concrete and wooden 
tanks, elaborately piped together, orifice boxes and meters 
for measuring flow, etc. 

To adapt the existing conditions to the requirements 
of sewage work required extensive changes in the piping 
and measuring devices. 

The former laboratories and office had been destroyed 
by fire and were rebuilt and furnished with apparatus. 

On plan No. 2 is shown the arrangement of the tanks 
and filters. 



Fine Mesh Screen. 

Crude sewage was played through twenty-four J-ineh 
nozzles set to discharge at right angles to the conical sur- 
face of a fine mesh screen, station No. 11, composed of red 
metal cloth having thirty-two meshes per inch, leaving 
clear openings of five-tenths millimeter by five-tenths mil- 
limeter. That portion of the applied sewage which did 
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not pass through the screen, splashed over the surface, 
washing the screenings down into a gutter and thence 
to the drain. The screened sewage was conveyed to sedi- 
mentation basin No. 12 and to disinfection tank No. 41. 

Horizontal Flow Sedimentation. 

Sedimentation by horizontal flow was studied in three 
tanks, Nos. 12, 13 and 17. Tanks No. 12 and 13 were 
formed by building concrete walls across a large tank 
dividing it into three portions. At first they had level 
bottoms, no baffles or scum boards and crudely con- 
structed effluent collectors. The ratio of depth to length 
was one to one and one-half in tank No. 12, and one to two 
and one half in tank No. 13. The capacity of tank No. 12 
was 9,943 gallons and of tank No. 13, 7,767 gallons. In 
August, 1909, a steeply sloping bottom (16° to the hor- 
izontal) toward the inlet end was built in tank No. 12 and 
in October, 1909, a transverse brick baffle and scum board 
at midlength and inclined scum boards placed about the 
effluent collecting pipe. Also in October, 1909, a similar 
sloping bottom, sludge baffle and scum board were placed 
in tank No. 13. The collection of the effluent was im- 
proved by adding a weir the entire width of the tank, pro- 
tected by an inclined scum board. These changes reduced 
the capacity of the tanks to 8,738 gallons for No. 12 and 
5,475 gallons for No. 13. (See diagram No. 7.) h,«f 2, 

Sedimentation tank No. 17 was of better proportion, 
the ratio of depth to length being one to four. It had an 
almost level bottom and up to the latter part of Sep- 
tember was unbaffled. At that time two transverse baffle 
walls with scum boards were built and a collecting weir 
protected by an inclined scum board. (See diagram No. 
34.) )ti, i-JO 

Vertical Flow Sedimentation. 

Sedimentation during vertical flow was studied in an 
Emscher tank originally five feet in diameter and six feet 
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deep, and after January, 1910, five feet diameter and ten 
feet deep. A concrete bottom forming an inverted cone, 
whose sides made 30° to the horizontal, was placed in the 
wooden tank ; at four feet above the bottom a galvanized 
iron baffle was fastened to the sides and upon this rested 
the inverted funnel with its ventilating stem, concentric 
with which was a circular baffle extending above the sur- 
face of the water, as shown in diagram No. 9 aSd~the 
photograph. ' 

Crude sewage was added from a circular weir concentric 
with the funnel, passed down between the ventilating stem 
and the baffle, turned under it and flowed upward to the 
collecting weir around the sides of the tank. Scum boards 
protected this weir. 

Slate Contact Bed. 

Between sedimentation and contact processes may be 
classed the Dibdin slate bed No. 16. This was built in 
a portion of a tank in the annex, it was .0021 acre and five 
feet deep. Nineteen horizontal layers of 12" x 24" slates 
were separated by brickbats, leaving a clear space of 
about three inches between them. 

Contact System. 

The contact system consisted of a rectangular, wooden, 
unbaffled sedimentation tank of 2,060 gallons capacity. 

The effluent end of this tank was connected by a 3-inch 
pipe to a dosing tank of similar capacity and shape. On 
this pipe was a lever valve the handle of which was ex- 
tended so as to act as an indicator upon a graduated 
sector. In this way the valve could be set so as to fill 
the dosing tank during the time the primary contact bed 
stood full, was drained and aerated. 

The primary contact bed was .0066 acre three feet deep, 
having brick underdrains and one-half inch to two inch 
slag media. Its effluent was discharged upon a secondary 
2 
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contact bed .00585 acre three feet deep, having brick 
underdrains and filled with hard furnace clinker re- 
jected by a half inch screen to remove the dust and fine 
pieces. 

Sprinkling or Percolating Filters. 

Fourteen sprinkling filters were operated, a battery of 
six being outside the building, two large ones, a battery 
' of five small ones and a Hamburg filter inside the build- 
ing. 

Outside Filters. 

■ The influent to the outside sprinkling filter was sewage 
which had been roughly settled in a wooden tank ten feet 
in diameter and nine feet three inches deep, containing 
5,600 gallons. 

The force main discharged into this tank near the bot- 
tom, but the sewage had to fiow up through a tight wooden 
box discharging vertically near the surface. Adjacent to 
the inlet was an overflow weir connected to the drain and 
constant head was maintained by varying the speed of the 
pump to meet the requirements of the station. The head 
on the overflow weir was not allowed to vary more than 
a half inch by means of a float and an electric alarm com- 
municating with the pump. 

From the inlut box a 3-ineh pipe supplied sewage under 
constant head to those orifice box«s requiring it in a crude 
state. 

Beyond two galvanized iron baMes in the receiving tank 
was the bafiied connection to a dosing tank for the outside 
sprinkling filters. This consisted of a cylindrical wooden 
tank the inlet of which was controlled by a float valve 
and the outlet by a shear valve, both of which were oper- 
ated by a float and weighted lever in such a way that 
the tank was alternately flUed and automatically emptied. 
To improve the distribution upon the beds, bricks were 
placed in the bottom of the tank so as to make it 
approximately a frustrum of an inverted cone. 
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The filters were built on a concrete foundation, the floor 
of each sloping so as to concentrate the effluent at an open- 
ing in front of each unit. 

Underdrains were built of bricks covered by cobble 
stones to prevent the media from falling into them. 
Wooden posts and planking formed the sides and separ- 
ated the units. 

The battery of filters called No. 20 consisted of six beds, 
Nos. 20-], 20-2, 20-3, 20-4, 20-5, and 20-6, each .002 acre, 
so arranged as to form three squares, in the center of 
which a Columbus nozzle, under falling head from the 
dosing tank, distributed the sewage. 

The media may be described as follows : 





Media. 


Depth of 


station Number. 


Kind. 


Size. 


Depth. 


Underdrains. 


20-T 

20-2 

20-S- 

20-4 

20-5t 


Limestone 

Limestone 

Slag 

Trap 

Gravel.. — 

Trap - 

Trap 


%" to 3" 

Z>/i'' to 4" 

1" to 3" 

1" to 3" 

%" to 2%" 

%" to 3" 

%" to 2%" 


7' 

8' 

5' 

6' 

3'3" 
S'3" 
4'3" 


1' 
1' 
1' 
1' 
9" 


20-5} 

20-6 


9" 
9» 



tPrior to August 22, 1909. 



ISubsequent to August 22, 1909. 



The effluent from each bed having reached the inlet 
grating sunk in the collecting gutter in front of each unit, 
flowed underground through a terra cotta pipe to the 
sampling house, where all six effluents mingled and were 
conducted to a basin inside the building for settlement. 

Upper Filter. 
The upper sprinkling filter. No. 21, was constructed in 
one of the old concrete water sedimentation basins, upon 
the floor of which underdrains were formed of slabs of 
old concrete pa\ ement. Hard clinker rejected by a ^-inch 
screen to remove dust and fine pieces was filled in, so 
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that the large pieces rolled down the slopes and roughly 
graded the media. 

Its depth above the undordrains was six feet and area 
.01175 acre. Prior to August, 1909, sewage was distributed 
through Taylor square nozzles, subsequently through 
Reading nozzles. 

The influent to this bed was sewage which had been 
screened through ^-inch and J-inch screens to remove 
only those particles liable to clog nozzles. Constant head 
was maintained in the dosing tank by means of a float 
valve. In order to produce an undulating head upon the 
nozzles, for good distribution, a butterfly valve was placed 
in the pipe line, the lever of which was controlled by a 
cam connected to an overshot water wheel by link belting 
to reduce its speed. 

The efSuent was piped to a settling basin. 

Lower Filter. 

The lower sprinkling filter was constructed in a similar 
tank to the upper sprinkling filter. Upon its level bottom 
a concrete floor, having slope of one in sixty, was laid 
with a 6-inch semicircular main drain along the center 
line of the length of the tank. Before the concrete had 
set, the underdrains were laid consisting of 6-inch 
split vitrifled pipe with lugs on the edges. Over the main 
drain 12" x 24" slates were laid longitudinally and on 
them three 4-inch vitrified pipes perforated by quarter 
inch holes were placed vertically, and up the sides and 
corners ventilators of the same type as underdrain tile 
were stood. 

At three feet depth these were connected by horizontal 
3-inch perforated pipes (the upper holes being plugged 
to prevent water entering) to the vertical pipes over the 
main drain. The vertical ventilators extended to the 
surface of the media, where circular terra cotta caps 
were cemented on, giving a complete internal ventilating 
system. 

This ventilating system connected at one corner to a 
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6-inch galvanized iron chimney upon whose top was a 
cowl, so arranged as to always produce an upward draft, 
thereby drawing air from above the surface of the media 
through the ventilating system. To prevent air entering 
the main drain the effluent pipe was trapped. 

The media in this bed was six feet six inches deep, of 
a hard stone from the quarry of the House of Correction 
broken by hand and screened at the testing station so 
that as placed in the bed it ranged in size from three- 
quarter inch to one and one-half inch. 

The influent to this bed was the effluent of tank No. 12, 
or screened and settled sewage. The sedimentation tank 
itself served as a constant level tank and the undulating 
head upon the two Taylor nozzles (square spray) was 
obtained by a similar device to that used in the upper 
sprinkling filter, except that the water wheel was geared 
down by means of a worm instead of a link belt and 
pinion. 

The cam was so designed that the nozzle was playing al- 
most the entire time, rendering the distribution nearly 
perfect. 

The effluent was measured by a hook gauge and "V" 
notch weir and then passed to the drain. 

Bacterial Surface Filter. 

To study the effect of bacterial surface a battery of 
small filters called No. 27 was made in an existing wooden 
tank having five compartments. 

A false floor was made of ^-inch mesh wire upon which 
was placed eighteen inches of different kinds of media, 
all of which had passed through a f-incli screen and been 
rejected by a ^-inch mesh. 



station No. 


Media. 


Shape. 


27-1 


Common marbles 

Gravel 


Spheres. 


27-2. 


Spheroids. 


27-3 


Broken trap 


Irregular. 


27-4 


Broken slae 


Irregular. 


27-8 


Broken coke 


Irregular. 
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Oyer the top of the compartments was placed a Stod- 
dart tray of galvanized iron, each compartment being 
flushed from a tipping tray. 

Screened and settled sewage from tank No. 12 was 
maintained at a constant head in a barrel by a float valve 
and rubber tubes conducted the water therefrom to glass 
orifices clamped to a vertical iron rod so that any desired 
rate could be maintained on the tipping tray. 

Hamburg Filter. 

A Hamburg filter, after Dr. Dunbar, was built in a 
wooden tank o£ tight squaro feet area. 

First, a sloping concrete bottom was laid, upon this 
two feet four inches of clinkers, ranging in size from 
"fist to child's head;" the spaces between the top layer 
were filled in with 1^-inch (30mm.) clinker. The dis- 
tributing media was now placed, first a four inch layer of 
f to 1^ inch (10 to 30 mm.) clinker, then four inches of 
i to I inch (3 to 10 mm.) coke and fourteen inches of 
one-twenty-fifth to ^-inch (1 to 3 mm.) coke. 

These distributing layers were banked up against the 
sides so that the upper surface formed a basin. Ventila- 
tion of the media was obtained by boring one inch holes 
around the tank below the distributing layers and by the 
opening for the effluent. 

The dose was applied by hand from a cylindrical reser- 
voir which could be filled with the effluent of settling tank 
No. 17 by opening a valve. 

Intermittent Sand Filter. 

The intermittent sand fitter, No. 25, was .002 acre and 
contained eighteen inches of round-grained sand of ef- 
fective size, 0.6 mm. and uniformity coefficient of 1.45. 
The underdrain was of 6-inch split tiles, similar to those 
used in the lower sprinkling filter, surrounded by broken 
Btone and gravel to prevent the sand reaching the drain. 
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The effluent of the slate bed was applied to this bed by 
means of a baffled wooden trough distributor. 

Settlement of Sprinkling Filter Effluents. 

The settling of sprinkling filter effluents was ac- 
complished in a rectanglar concrete tank called No. 31 
when used for the outside filters, and No. 30 when used 
for the upper sprinkling filter. 

This tank was unbaffled until January 12, 1910, on which 
date a wooden transverse baffle at mid length was built 
to within six inches of the surface of the water. 

Disinfection. 

The disinfection of sprinkling filter effluents has been 
studied elsewhere, and so it was deemed advisable to 
determine the practicability of disinfecting sewage from 
which the large suspended solids had been removed. 

For this purpose three circular wooden tanks five feet 
in diameter were used, the overflow set to give a depth 
of four feet and baffled to produce comparatively high 
velocity. The influent was measured by a "V" notch 
weir and hook gauge. 

Bleaching powder or calcium hypochlorite was mixed 
in a barrel, allowed to settle and the clear liquor drawn 
down into another barrel from which it flowed to three 
small constant head reservoirs. These supplied a glass 
orifice capable of being raised or lowered to discharge any 
required amount of bleach to the sewage entering the 
tank. 

Studies were made upon screened sewage from No. 
11, screened and settled from No. 12 and settled sewage 
from tank No. 13. 

Dilution. 

To determine the oxidizing power of river water a tank 
containing 35,600 gallons called No. 50 was operated. 
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A Worthington pump was set up at the adjacent water 
pumping station whose suction connected with the intake 
pipes laid in the Schuylkill river, and through a 3^ inck 
force main delivered to a tank on the roof of the testing 
station raw river water. This tank supplied an orifice 
box at the inlet end of the dilution tank beside which 
another orifice box added a measured quantity of dis- 
infected sewage so that the proportion of sewage to river 
water could be regulated. 

In the concrete tank were hung six galvanized iro» 
baffles to effect a thorough mixture of the influent and. 
increase the velocity to nearly that of a normal river 



METHODS OF OPERATION. 



Collection of Samples. 

Chemical. 

For the chemical laboratory composite samples were col- 
lected over weekly periods. From the force main 75 cc. 
•were taken every half hour and added to a four-liter bottle 
■containing 20 ce. of chloroform. This was examined 
daily for suspended solids and a quantity proportional 
to the number of hours the pump ran taken to form the 
weekly composite sample. Thus, assuming that the pump 
ran 24 hours each day, the weekly composite sample con- 
sisted of 336 separate collections. 

From those processes, whose flow was constant, such 
as sedimentation and filters, the samples were collected 
in 75 cc. portions every three hours to form weekly chloro- 
formed samples. 

From intermittent processes, such as the slate bed, con- 
tact beds, sand filter, etc., four samples of the influent 
were evenly spaced and four of the effluent each l;ime the 
bed was filled or drained to form the weekly composite 
sample. 

In order to study carefully the Emscher tank, influent 
and effluent were sampled every half hour, similarly to 
the method of collecting crude sewage. 

The influent and effluent of the dilution tank were col- 
lected, generally twice a week, in 500 cc. portions at three 
hour intervals to form a daily composite sample. The 
collection ended at 8 A. M. and analysis was begun at 
once on the iced samples. Two liters of the composite 
effluent sample were placed in a wide-mouth glass bottle, 
unstoppered, and hung in the dilution tank for two 
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weeks in order to determine its condition after that 
length of time. 

For these collections and the mechanical operation of 
the station an operator and three samplers were regularly 
employed, additional labor being obtained from time to 
time on construction and sludging out tanks, etc. This 
allowed the station to be run continuously, not ojnitting 
any day. 

Bacteriological. 

Bacteriological samples were collected by the Bac- 
teriologist or his assistant in sterilized bottles, and plated 
at once, every sixth day being omitted, except on the- 
crude sewage, which was plated every day. 

Sludge. 

In ending a run on a sedimentation tank the liquor was- 
withdrawn by a loose- jointed overflow, so that all of the 
supernatant water could be removed from the sludge. 
If the sludge was not used but run to the drain a com- 
posite sample was made by lowering a bucket to the bot- 
tom in several places and taking a portion of the contents 
of each bucket. 

But when lagooned a diaphragm pump was used to re- 
move the sludge and a small portion taken every five 
minutes during pumping to form a large composite sample. 
From the Emscher ^a^k, sludge was withdrawn into a 
large can and weighed. The contents were thoroughly 
mixed by stirring and sample taken for analysis. 

Temperature Observations. 

Air temperature was read at the outside sprinkling 
filters, and at four places inside the building every three 
hours, so as to observe the hoiirly variation and obtain 
daily and weekly averages. 

During cold weather the temperature of ihe applied wa- 
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ter and combiaed effluent of the outside filters was sim- 
ilarly taken to find loss- of temperature in passage through 
the filters exposed to the weather. 

During the studies at the testing station desirable cli- 
matic changes were experienced. The 'average tempera- 
ture during the summer of 1909 was moderate, but this 
was caused by hot days and cool nights, so that the filters 
were well stimulated. Early in December freezing 
weather set in and the average weekly temperature re- 
mained below freezing until the middle of January (on 
two occasions reaching very low temperature — 14° C.) ; 
during the latter part of January the temperature mod- 
erated and then fell back to freezing during all of Feb- 
ruary. On February 7, 1910, the thermometer reached its 
lowest— 16° C. (H-4° F.). Beginning about March the 
temperature gradually rose to the end of the tests. 

Methods of Analysis. 
Chemical. 

The general methods of analysis are given to render the 
tables and diagrams more comprehensive. 

Suspended solids were determined by filtration of the 
sample through an asbestos mat in the Gooch crucible, the 
volatile portion being driven off by ignition in a nickel 
crucible over a blast lamp. 

Nitrogen was determined as organic by the Kjeldahl 
method, free ammonia by direct nesslerization, nitrites by 
the Griess method; nitrates at first were determined by 
the reduction method and after the publication of McRae's 
narcotine test, by that method. 

For oxygen consumed the potassium permanganate was 
added to the acidified sample at room temperature and 
placed in a water bath at 100° C. for 30 minutes. At first 
the total was separated by filtration through paper into 
"suspended" and "dissolved," but after July the total 
value was divided into oxygen consumed by the "settling 
solids," by "colloids," and by "true solution." 
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This was accomplished by the analysis of three sam- 
ples. 

First, the sample bottles were shaken and a portion tak- 
en for "total." The bottles now stood for two hours, 
during which time the solids capable of sedimentation in a 
quiescent state during that time had gone to the bottom, 
and a portion of the supernatant liquor was pipetted out 
for the test ; this sample contained those oxidizable mat- 
ters both in a colloidal state and in true solution. Next 
a similar sample was freed of the colloidal matter by- 
Fowler '3 clarification test, and upon the filtrate contain- 
ing only matters in true solution the third test was made : 
"Total" was determined direct, 
"Settling" by difference of first and second, 
"Colloidal" by difference of second and third, and 
"Dissolved" by the third determination. 

Chlorine was determined by titration Avith silver ni- 
trate. Lacmoid was used as the indicator in alkalinity. 
Fats were extracted by ether from an acidified sample. 

For dissolved oxygen the "Winkler method was used. 

The stability of oxydized effluents was examined by the 
incubation at 20° C. of 150 cc. of the water with 1 cc. of a 
0.1 per cent, aqueous solution of methylene blue. They 
were examined by the samplers every three hours and 
removed when decolorized; the "reducing time" was con- 
verted into "relative stability" by the use of diagram 
No. 3. 

Bacteriological. 

Total number of bacteria were determined as those 
growing on gelatine after incubation at 20° C. for two 
days. 

The presence of B. Coli. was determined by the fer- 
mentation of lactose in a bile media (Jackson's pre- 
sumptive test) and numbers of B. Coli. per cc. reported 
as the reciprocal of the highest dilution giving a positive 
reaction. This method was proposed by Professor Earl 
B. Phelps in the American Journal of Public Hygiene, 
May, 1908. 
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Sludge. 

The determination of specific gravity of wet sludge was 
accomplished by weighing a known volume of the sludge 
contained in an Erlenmeyer flask having its narrow neck 
cut off straight. 

The percentage moisture was found by evaporating on 
a steam bath a weighed quantity of the wet mass. A 
portion of the dry residue was ignited over a blast lamp 
for "volatile" and upon other portions, nitrogen was 
determined by the Kjeldahl method, and fats by extrac- 
tion with ether. 

CHARACTERISTICS OF SEWAGE USED IN EXPERI- 
MENTS. 

The crude sewage used at the testing station was ex- 
pected to be as strong as any in the City, and due to the 
known presence of trade wastes, as difficult of mechanical 
or biological treatment as would be delivered to any plant 
built by the City of Philadelphia. 

Trade Wastes. 

Based upon the difference in flow of the intercepting 
sewer on holidays and workdays during the drought of 
the Summer of 1909, it would appear that the sewage is 
not more than 40 per cent, domestic in origin, and also 
that there is a considerable quantity of ground water 
present. In describing the area drained by this sewer 
an idea has been given of the industries contributing 
trade wastes to the sewage, and their presence could be 
physically noted in the case of dyes by the coloration of 
the sewage. Hops and a carbon-dioxide froth indicated 
the breweries, and the almost constant presence on work- 
days of wool flbres showed the principal industry of Mana- 
yunk. Due to the long journey in the sewer and passing 
through the valves of the pumps, faecal matter was rarely 
visible at all, and when so in very finely divided particles. 
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Table l^o. 1. 

Showing Number of Industrial Plants Tributary to the 
Intercepting Sewer. 



Spinning or weaving 



fin 8 of 1 
In 2 ol 
In 2 of ' 



fin 8 of whicli dyeing is done. 
..27-{ In 2 ol which scouring Is done. 

: which extracting shoddy is done. 



Dyeing and bleaching 1 or a total ol 9 

Extracting shoddy 1 or a total ol 3 

Gas works 11 Machine shop 1 

I Idle 1 



Paper 

Brewery 

Laundry 



3 

2 

2 



Chemical works 1 



Number of Industries Contributing Certain Wastes to the 
Intercepting Sewer. 



Dyes 

Strong acids 



Alkali 

Weak acids . 
Soap 



Wool washing water 9 

Yeast and hops E 



Suspended Solids. 

The suspended solids as determined in a laboratory, of 
course, include only those pieces of floating solids of very 
moderate size and do not represent the entire amount of 
floating matter to be handled at a works. But those sol- 
ids not included are usually removed by the coarse screens 
and are not a very important part of the operation of 
works. 

There was a very marked variation in the amount of 
suspended solids in the holiday and workday sewage, the 
average ratio being about 1 to 2. Additional evidence of 
the preponderance of trade wastes on workdays is shown 
by the fact that the percentage of total suspended solids 
which are fixed or inorganic is 35 per cent, higher on 
workdays than on holidays. 

The average daily amount of suspended solids in crude 
sewage is given in table No. 2. 
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Table No. 3. 
Daily Average Number of Bacteria in Crude Sewage. 



Day ol the Week. 



Bacteria per CO. on Gelatine at 20 Degrees Cent. 



January. February. March 



Averaes- 



Sunday 

Monday 

Tuesday 

Wednesday . 

Thursday 

Triday 

Saturday 



1,300,000 

1,600,000 

l,500,000t 

1,600,000 

620,000 

9o»,000 

880,000 



1,900,000 
2,200,000 
1,400,000 
1,900,000 
1,400,000 
1,200,000 
1,600,000 



1,600,000 
2,500,000 
2,300,000 
2,000,000 
1,800,000 
2,000,000 
1,600,000 



1,600,000 
2,100,000 
1,700,000 
1,800,000 
1,300,000 
1,400,000 
1,400,000 



Average. 



1,200,000 1,700,000 2,000,000 1,600,000 



tone sample. 

There does not appear to be any seasonal variation in 
suspended solids except that the three summer months 
have lower averages than any other time, and there is 
little monthly variation from the general average, that is, 
one-third of the suspended solids are fixed and two-thirds 
volatile. 

Nitrogen. 

Nitrogen as organic and as free ammonia were both 
much lower than ordinary sewage, the weekly variation 
being considerable, but the monthly averages show much 
less variation from the general average. 

The low nitrogen content can be attributed to the dilu- 
tion of the true domestic sewage by the trade wastes and 
ground water. 

During the winter the crude sewage contained consid- 
erable amounts of oxidized nitrogen. 

Oxygen Consumed. 

The oxygen consumed value of the crude sewage is 
probably higher than would be expected from the low 
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nitrogen content, but this may be due to the carbonaceous 
matter contained in the trade wastes. 

Fats. 

The fat content was regularly determined only during 
the last iour months of operation and is a normal amount. 
They probably are derived not only from the domestic 
portion of the sewage but from wool washings. Notwith- 
standing the presence of acid in manufacturing wastes 
rrom Manayunk the sewage was always alkaline. 

The bacterial counts are quite normal and follow the 
usual seasonal fluctuation. See diagram No. 4. 

FINE MESH SCREENING. 

The fine mesh screen (Station No. 11} has already been 
described. On account of its construction it was not pos- 
sible to obtain the screenings in a semidry state, as the 
splashing water washed them away. As the screen re- 
n:oved all the large solids which could not be incladed in 
analysis by Gooch crucible, a mere comparison of sus- 
pended solids in the influent and effluent would give a 
lower percentage removal than the truth, and it must be 
borne in mind that the sewage applied to the fine screen 
had been withdrawn from beneath the surface of the flow 
in the intercepting sewer, had passed through a coarse 
screen, and had passed through a plunger type pump. 
The percentage removal of suspended solids by the screen 
is therefore not comparable with a disposal works screen. 
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Removal Suspended Solids. 

The crude sewage applied to the screen during its entire 
run contained on an average 200 parts per miUion sus- 
pended solids as measured by the Gooch crucible, and the 
average effluent 133. This vrould represent a removal 
of 33.5 per cent, of the suspended solids, or 560 pounds 
dry solids per million gallons sewage screened. <^ ^\^ 

As a check upon these figures a run was made on tanks 
Nos. 12 and 13, under identical conditions, except the in- 
fluent to No. 12 was screened and to 13 crude sewage. 
The difference in the amount of dried residue deposited in 
the tanks was used to determine the percentage removed 
by the screen. Allowing for the inaccuracies in sampling 
both the sewage and sludge, the test indicates a removal 
of 37.3 per cent, of the total suspended solids in the crude 
sewage by the fine mesh screen. 

For comparison, with an actual installation of a fine 
screen of similar mesh to the one described, the operation 
of the Reading plant as reported by Mr. Bmil Kuichling in 
his notes on Sewage Disposal for Rochester, may be of 
interest. 

There the crude sewage contained 215 parts per million 
of suspended solids, and the screened sewage 125, show- 
ing a removal of 90 parts per million or 750 pounds 
of dry solids per million gallons sewage. This is a re- 
moval of 41.8 per cent of the total suspended solids. 

Effect Upon Subsequent Treatment. 

The most important result of the fine mesh screening 
of a sewage containing trade wastes, such as wool and 
hops, was the fact that the screened sewage contained no 
particles larger in size than 1 mm. as frequently deter- 
mined by microscopic measurements, and as the clear 
openings in the screen used were 0.5 mm. square, only soft 
flexible solids larger than that size would be driven 
through by the force of tha jets. This means that the 
irregularity of the load of suspended solids upon a sewage 
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disposal plant produced by the erratic contribution of 
trade wastes would be eliminated by fine mesh screening. 

The use of fine mesh screen produced a marked effect 
upon the sludge collected in subsequent sedimentation, as 
will be described in detail under that subject. Suffice it to 
say at this time that the use of such a screen lessens the 
quantity of sludge produced, increases its percentage 
moisture, and by removing all large particles yields a 
sludge composed of very finely divided solids, conse- 
quently easily pumped. 

If sprinkling filters are used, the clogging of nozzles is 
reduced to a minimum — in fact, the nozzles of the lower 
sprinkling filter, the influent of which was settled 
screened sewage, were never clogged during its nine 
months operation. 

HORIZONTAL PLOW SEDIMENTATION. 

Sedimentation of Screened Sewage in No. 12. 

Tank No. 12 has already been described and the work 
accomplished by the combination of fine mesh screening 
and sedimentation is shown in diagram No. 5 and table 
No. 6. 

Comparative Data. 

In connection with the above tables the following data 
is given as typical of sedimentation as practised else- 
where. 
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Operation of the Tank. 

The first two runs of Tank No. 12 were from April 24, 
1909, to July 7, 1909 ; during this time the tank was rec- 
tangular and ran at a nominal storage period of six hours ; 
the average percentage removed of suspended solids under 
those conditions was 65.3, and the effluent contained on 
an average 59 parts per million suspended solids. 

The next two runs at four and a half hours' storage 
were July 8 to August 20 and August 28 to October 6. 
Betweea them there was made a steeply sloping bottom 
toward the inlet end in order to allow the deposition of 
sludge at the inlet end without increasing the velocity 
of flow above that in a flat-bottom tank. During both 
runs the average percentage removal was 77.5 and the 
average effluent contained 45 parts per million suspended 
solids. 

A transverse baffle wall was now built at mid length 
with a scum board and about the outlet a tight box-like 
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weir protected by inclined scum boards, and the storage 
time reduced to three and a half hours ; under these condi- 
tions the tank ran from October 13, 1909, to January 12, 
1910, and removed 64.1 per cent, of the suspended solids, 
yielding an average effluent of 71 parts per million. 

Th(3 only change in the next run was the length of the 
storage, which was increased to four and one-half hours, 
and from January 14, 1910, to March 8, 1910, the percent- 
age removal was 67.1, the tank yielding an effluent con- 
taining 76 parts per million suspended solids. 

The last run was from March 9, 1910, to April 30, 1910, 
when the nominal storage period was again increased 
to six hours; the average sewage was more dilute and 
while the effluent was lower in suspended solids, contain- 
ing 60 parts per million, the percentage removal was the 
same as the former run. 

Conclusion. 

In considering the entire operation of the tank it will 
be observed that during the 2nd, 3rd and 4th runs the 
average sewage was steadily increasing in suspended sol- 
ids, and although the storage period was decreased, the 
effluent was steadily improving, showing that the long 
storage period is not essential. Upon still lowering the 
storage period to 3^ hours, but in a baffled tank, while the 
effluent contained more suspended solids than before, its 
content showed lower figures than those given for the 
English plants quoted above and for the Columbus Sewage 
Disposal Works during 1909, and was the same as the un- 
baffled experimental tanks at Columbus operated at six 
and eight hours. 

Results of Baffles. 

Further evidence of the ofBciency of proper baffling is 
i^hown in the seventh run, where it will be seen in the 
diagram that the sewage steadily grew stronger while the 
effluent was quite uniform in suspended solids. 
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Another matter not shown in the analysis but noted dur- 
ing the operation of all the tanks was that in unbaffled 
tanks the presence of visible trade wastes at the influent 
end was soon followed by the same waste at the outlet, 

showing a current of high velocity through guiet por- 

tionsJ~or~th£ tauk whereas after pro^^ baffling of the 
tanks the entire cross section of the tank was placed in 
servicer""" 

"Thelbaffles also served to hold the sludge back at the 
inlet end, where in case septic action should develop the 
rising masses had much less chance to reach the outlet 
and pass out upon the filters. 

Length of Runs. 

As the sludge deposited in the tank was used and not 
run to the drain at no labor cost, it became an economic 
measure to sludge several tanks at once, and therefore, 
the length of the run was not always fixed by the develop- 
ment of septic action, although tanks were always sludged 
as soon after ebullition of gas was noted as was practical. 
From August 28, 1909, to January 12, 1910, nitrogen as 
free ammonia, nitrites, and nitrates we're determined in 
the crude sewage applied to the screen, and in the effluent 
of the tank to find if septic action was developing. Dur- 
ing that time the average influent and effluent contained 
nitrogen as follows: 





PABTS PER MILLION. 




Nitrogen as- 




Free Ammonia. 


Nitrites. 


Nitrates. 


Crude sewage 

Effluent No 12 


3.7 
S.2 


.18 
.18 


.41 
.67 







This shows no evidence of septic action, but rather an 
im;provement, probably due to the violent splashing at the 
screen. 
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It will be noted that excluding the first run, which was 
not ended because of septic action, the tank was sludged 
about every seven weeKs in cool weather and six in warm 
weather, averaging every six and one-half weeks. 

Formation of Scum. 

On this tank a scum never formed, but prior to the baffles 
and scum board being placed, froth, caused by the screen, 
floated along the tank from inlet to outlet and was carried 
off with the effluent ; this was especially noted wheii the 
sewage seemed to contain a brewery waste as indicated hy 
the presence of hops and high carbonic acid content. 

After the introduction of scum boards this froth was 
entirely restrained at the inlet end and did not seem to 
increase in amount toward the end of a run. 

Sedimentation of Crude Sewage in No. 13. 

This tank has been previously described. The influent 
was always crude force main sewage, and the policy 
adopted was to operate tanks Nos. 12 and 13 under similar 
conditions in order that comparison could be made between 
a screened and crude influent. 

Operation. 

During the first ran, May 19, 1909, to July 7, 1909, the 
tank was rectangular and entirely unbaffled; the storage 
period was six i^ours and during the run the effluent aver- 
aged 66 parts per million suspended solids, representing 
a removal of 59 per cent. 

During the next two runs the storage period was low- 
ered to four and one-half hours and the tank produced an 
effluent of 60 parts per million suspended solids, the 
result of having removed 69.3 per cent. 

At the end of this run an inclined bottom, scum board, 
and effluent weir protected by an inclined scum board were 
built and the storage capacity reduced to three and one- 
half hours. 
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The effluent contained a larger percentage of solids than 
under the higher rate of flow, containing 81 parts per 
million suspended solids, a removal of 61 per cent. 

An attempt was now made to run the tank at two hours 
storage for comparison with the Emscher tank, but the 
increased rate overtaxed the supply pipe, thus inter- 
fering with other processes, and after one week the rate 
was incrased to three hours and again at the end of the 
week to four hours, at which rate it was kept until the 
end of the run. 

The average storage determined by weights of periods 
thus becomes 3.67 hours, and the average effluent during 
that period contained 77 parts per million suspended sol- 
ids, or a removal effected of 65 per cent, of the suspended 
solids in the influent. 

In the last run the rate was again decreased, the 
weighted average being 5.85 hours storage. The effluent 
was practically the bame as before, but owing to a more 
•dilute influent the removal effected was only 58.7 per cent. 

Conclusions. 

An examination of the diagram will show that under the 
■conditions studied, the reduction of time of storage from 
six to four and one-half hours did not decrease the efiB- 
ciency of the tank, and that in a baffled tank three and 
one-half hours' storage period accomplished an efficient 
removal of suspended solids. 

Formation of Scum. 

The influent to this tank, being unscreened, contained all 
of the solids of the sewage and they became apparent in 
two ways: first, the sludge deposited was composed of 
much larger particles and contained wool, as is described 
under sludge. Secondly, scum always formed on this 
tank; the scum could reach the outlet, which was only 
crudely protected, but upon the introduction of the baffles 
the scum was held back in the inlet half, where it became 
very thick and leathery, a thinner scum formed upon the 
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outlet half but was entirely controlled by the inclined 
board protecting the outlet weir. 

After six weeks the scum would be raised up like a 
bubble, especially in the outlet portion, showing consider- 
able gas entrained by the tenacious leathery cover. 

This scum when punctured or removed was very of- 
fensive and contained much volatile and fatty matter, as is 
described in detail under "sludge." 

Its formation in excessive quantity must have seriously 
decreased the efficiency of the tank, for but small space 
for the flowing liquid was left at the end of the fourtH 
run on December 22, when scum was found on the 
inlet end two feet thick, which means that 5.6 cubic 
yards of wet scum, weighing five tons, floated on the sur-> 
face. This contained 1,810 pounds of dry solids of which 
1,000 pounds were volatile and 260 pounds were fat. 

A longitudinal cross section of the tank at this time 
is shown in diagram No. 7. 



Comparison of Tanks Nos. 12 and 13. 

A comparison of the results accomplished by Tanks Nos. 
12 and 13 is given in the following table : 









Suspended Solids. 


Conditions. 


Hours Storage. 


Parts per Million 
Average Effluent. 


Per Cent. 
BemoTal. 




No. 12 


No. 13 


No. 12 


No. IS 


No. 12 


No. IS 


TIat unbaffled 

Flat unbaffled 

Sloping bottom baffle 
and scum 

Sloping bottom baffle 
and scum 


6 

3% 
C 


- m 

3% 
5.85 


55 
63 , 

n 

60 


66 
60 

81 

75 


65.5 
72.2 

64.1 

67 


59.2 
69.3 

61. 

68.7 
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Sedimentation of Crude Sewage in No. 17. 
Operation. 

This tank has already been described. It was of better 
proportions than either Nos. 12 or 13, its depth being only 
one-quarter its length. As initially operated it was en- 
tirely unbaffled and the effluent collected by a 3-inch pipe ; 
it was run at a long storage period of ten hours from 
June 13 to July 15, 1909 ; it yielded an effluent containing 
on an average 65 parts per million, but as the influent 
was more dilute than others its percentage removal was 
ony 50.4. 

In the next run the nominal storage period was lowered 
to six hours, and although the influent was much stronger 
the tank produced an effluent almost identical with the 
first run, but due to the higher influent the percentage 
removal rose to 67.5 per cent. 

The storage was now lowered to four hours and at this 
rate the tank produced a still better effluent, containing 
only 44 parts per million suspended solids, representing 
a removal of 81.2 per cent. 

This improvement in the quality of the effluent when 
the storage period was reduced seems abnormal in the 
light of our present knowledge, but the figures were ob- 
tained with equal accuracy to others. 

Two brick baffle walls with scum boards and a long 
collecting weir protected by an inclined scum board were 
now built, and on September 28, 1909, a new run com- 
menced at the saiqe rate of four hours' storage as before. 
The tank ran at this rate until March 9, 1910, being 
sludged twice during that time. Until December 28 the 
influent was quite regular in its suspended solids content, 
but at that time it fell dovsna to 140 parts per million and 
then steadily rose until at the beginning of March it had 
reached 312. During the entire three runs at four hours 
storage the tank produced a quite uniform effluent, aver- 
aging 59 parts per million suspended solids and 
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not being affected by the steady increase in the influent 
during February. This represents a percentage removal 
of 72.5. 

During the last run the storage period was put back 
to ten hours so as to compare long storage in a baffled 
tank with the first run when unbaffled. The influent was 
more concentrated than in the first run, but the effluent 
contained on an average only 46 parts per million sus- 
pended solids, representing a percentage removal of 74. 

Conclusions. 

The action of this tank corroborates that observed in 
12 and 13, that long storage periods are unnecessary for 
efficient sedimentation and that great improvement in 
the uniformity of the tank liquor is obtained by efficient 
baffling, creating uniform velocity over the entire area 
of the cross section. 

Formation of Scum. 

The formation of scum and its action could be well ob- 
served in this tank. Prior to baffling, scum formed in 
islands, floating about, and never becoming very thick or 
tenacious, but when divided into three compartments, in 
the inlet portion a scum would begin to form after a few 
days' running; this rapidly increased in thickness and 
tenacity, being covered with a leathery surface. 

After scum was well developed on the inlet portion it 
would begin to form on the middle portion and grew much 
slower, never attaining more than about six inches thick- 
ness. By the end of a run small islands of greasy sub- 
stance formed in the outlet third of the tank, but were 
successfully restrained by the inclined scum board pro- 
tecting the outlet weir. During the last run a scum breaker 
composed of a cross of 1-Jnch pipes was placed in the 
middle compartment and was raised and lowered by hand 
about every half hour; it completely prevented the for- 
mation of any scum in this compartment. 
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The scum, especially on the inJet end, was always very 
offensive, although the tank was never purposely allowed 
to become septic, being sludged as soon as gas formation 
was noted. 

Formation of Sludge. 

It may be said at this time, although the details are 
given under "Sludge," that two-thirds of the sludge was 
deposited at the inlet end, one-quarter in the middle and 
the remaining one-twelfth in the outlet end, and this re- 
straining of the sludge away from the outlet, undoubtedly 
increased the uniformity of the effluent, for as sludge and 
scum developed the velocity of flow must have increased 
considerably in the inlet portion, but remained as at first 
in the outlet, where the less easily settled solids still con- 
tinued to be removed (see diagram No. 34). 

SEDIMENTATION IN AN EMSCHER TANK. 

The vertical flow sedimentation of crude sewage in an 
Imhoff or Emscher form tank was studied under three 
conditions. 

First Experiment. 

On July 31, 1909, the first Emscher tank was put in 
service. It was a cylindrical wooden tank five feet in 
diameter and five feet doep and for six weeks ran at 
one hour storage. In order to hasten the accumulation of 
sludge one cubic yard of wet sludge from a sedimentation 
tank was placed in the Emscher tank before it was put in 
service. The average influent contained 233 parts per mil- 
lion suspended solids, the effluent 87, representing a re- 
moval of 63 per cent., but the character of the effluent was 
very irregular and would not have been at all suitable to 
apply to bacteria beds due to the uneven load of solids; 
but it was found that a very excellent quality sludge, 
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First Experiment. 

On July 31, 1909, the first Emseher tank was put in 
service. It was a cylindrical wooden tank five feet in 
diameter and five feet deep and for six weeks ran at 
one hour storage. In order to hasten the accumulation of 
sludge one cubic yard of wet sludge from a sedimentation 
tank was placed in the Emseher tank before it was put in 
service. The average influent contained 233 parts per mil- 
lion suspended solids, the effluent 87, representing a re- 
moval of 63 per cent., but the character of the effluent was 
very irregular and would not have been at all suitable to 
apply to bacteria beds due to the uneven load of solids; 
but it was found that a very excellent quality sludge, 
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lower in moisture, containing less organic matter, and 
having a tarry, rather than offensive odor, could be with- 
drawn by the hydrostatic head upon the sludge outlet 
pipe. 

Second Experiment. 

To correct the erratic character of the effluent, probably 
due to the very phort vertical distance given to sedimenta- 
tion, the effluent was conducted to a Dortmund form tank 
and subjected to another hour's vertical sedimentation. 
During this second stage of the Emscher studies me- 
chanical difficulties interfered with the proper operation 
of two tanks in series and the results are not as favorable 
as during the first experiment, the effluent containing, 
during the period from September 9 to October 16, 1909, 
93 parts per million suspended solids, a removal of 57 per 
cent. 

One of the mechanical difficulties was the inability to 
determine at what level the sludge stood in the digestion 
chamber, and although sludge was withdrawn in small 
quantities at frequent intervals ix is now believed that at 
times it was allowed to reach too high a level, so that the 
ebullition of gas forced it into the settling portion of the 
tank to the serious detriment of the effluent. 

Third Experiment. 

The third experiment on this form of tank was begun 
on January 10, 1910, in the tank ten feet deep and five feet 
in diameter, previously described, and shown on diagram 
No. 9. This tank was seeded with 168 gallons of sludge 
from the old Emscher tank. 

The influent was, as before, crude sewage and the time of 
passage through the settling portion made two hours. 

Sampling. 

In order to study the action of this tank,both as regards 
sedimentation and production of sludge the influent and 
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effluent were sampled at half-hour intervals for a daily- 
composite sample, which was analyzed for suspended sol- 
ids and a quantity proportionate to the number of hours 
the tank ran per day taken to form a weekly composite 
sample analyzed for nitrogen and fats. 

•When the sludge was withdrawn it was carefully 
weighed, mixed to a uniform consistency, and a sample 
taken for analysis. In this way careful watch was kept 
over all the matter entering and leaving the tank. 

The amount of sludge in the digestion chamber was de- 
termined daily by a sounding bottle, so that sludge was 
only withdrawn when it reached a predetermined level 
in the tank. 

Conclusions. 

In diagram No. 9 is shown the operation of this tank, 
the amounts given in pounds of each constituent, so that 
sewage and sludge are comparable. 

It will be noticed that the dilute holiday sewage was 
not very susceptible to rapid sedimentation, but on that 
day the effluent was of satisfactory character. 

Table No. 7 and diagram No. 10 show the weekly 
averages for this tank. 

It will be observed that during January and February 
the crude sewage steadily increased in strength and that 
during March it became more dilute, the effluent following 
a nearly parallel line. 

This tank during three months, operated at two hours' 
sedimentation, effected a removal of 53 per cent, of the 
suspended solids in the crude sewage, producing an efflu- 
ent containing 92 parts per million suspended solids. It 
mfust be borne in mind that the size of the Emscher tank 
studied only allowed vertical sedimentation through four 
and one-half feet, whereas in an actual plant the distance 
would be much greater. 
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Comparison with Existing Tanljs. 

As this percentage removal is so much lower than pub- 
lished figures for the tanks as operated by the Emscher- 
genossenschaft it may be advisable to explain the reason. 

Dr. Ing. Imhoff divides the solids in sewage into four 
classes : 

1. Settling solids, those particles removable by quiescent 
sedimentation in two hours. 

2. Finely divided solids, those particles smaller than 
the above, but removable by filtration through paper or 
asbestos. 

3. Colloidal matter, matter finer than the above, but 
which can be separated from the liquid by a dialyzing 
membrane. 

4. Matter in true solution. 

The asbestos mat in a Gooch ci-ucible retains all of the 
settling and finely divided solids and a part of the colloidal 
matter, the finely divided solids and matter in colloidal 
state not being susceptible of removal by plain sedimenta- 
tion are therefore in his opinion unjustly included in 
"suspended solids" when analyses are made of the in- 
fluent and effluent of sedimentation processes, and to 
overcome this difficulty he subjects samples of the influent 
and effluent of the tanks to two hours' quiescent sedimen- 
tation in tall glass cylinders holding 500 cc, the bottom 
of which is a graduated tube of small diameter in which 
the depth of deposit is measured. 

In this way percentages removal of settling solids from 
95 to 100 are obtained and so reported. 

Absence of Septic Action in the Sedimentation Portion. 

All of the gas formed by the decomposing sludge in 

this form tank is conveyed through the ventilator or stem 

of the inverted funnel, and so the settling sewage is 

kept fresh, there being no appreciable loss of dissolved 

4 



50 

oxygen nor reduction of nitrites or nitrates during the 
short time of passage through the tank. 

Furthermore, the gas which almost continually bubbles 
up through the ventilator is inodorous and is said to be 75 
per cent, methane or marsh gas and 25 per cent, carbon 
monoxide, although no analysis of it was made at the 
testing station. 

Formation of Scum. 

In the inlet ring of the tank considerable scum formed 
due to the large amount of wool and hops contained in 
the crude sewage; this was offensive when disturbed or 
removed. As a means of disposal an attempt was made 
to get it into the digestion chamber through the ventilator, 
but its specific gravity was so low that it would not sink 
and it was found necessary to remove it from the tank. 

Upon the outlet ring a very thin, light, flaky scum 
formed which was successfully restrained from the outlet 
weirs by their protecting scum boards and it did not seem 
to interfere in any way with the normal operation of the 
tank. 

Theory of the Tank. 

The theory of this tank is, that it exercises a dual func- 
tion — the sedimentation of the sewage and the so-called 
digestion of the sludge. 

The two functions are carried on in separate compart- 
ments the lower or digestion compartment being so ar- 
ranged as to exclude the flow of fresh sewage. In the 
sludge in this chamber the successful biological action de- 
pends upon the generation and growth of bacteria peculiar 
to its needs. The effect, as noted, of this condition and 
of the concentration of the mass of sludge in the conical 
chamber is to produce a sludge very low in moisture, 
uniform in constituency and lacking hydrogen sulphide 
either in the gas given off or in the sludge itself, which 
gas becomes one of the main sources of nuisance in a 
sewage disposal works. 
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This in itself is of great value irrespective of its value 
for sedimentation; another advantage of this form of 
tank is that the sludge can be removed by the excess head 
of sewage from the tank without placing it out of service, 
resulting in great economy. 

Further discussion of its action will be found under 
"sludge." jo, /J^- /-/J 

DIBDIN SLATE BED. 

Dibdin's slate contact bed is another attempt to ac- 
complish both the sedimentation of sewage and the diges- 
tion and concentration of the sludge in the same apparatus. 
In Dr. Imhoff's tank the latter function is accomplished 
by bacteria in an anaerobic manner, but in Dibdin's slate 
bed the result is obtained aerobicly and the bacterial work 
is undoubtedly largely supplemented by worms and other 
lower forms of animal life. 

As the results accomplished by this bed are more than 
mere sedimentation, including an oxidation of the nitrogen 
of the applied sewage, it has been considered in two ways : 
first as a sedimentation tank in which the resulting sludge 
is digested and concentrated, second, as a contact bed 
producing a partially stable effluent. If looked upon as 
a sedimentation process it would consist of nineteen super- 
imposed quiescent basins, each about three inches deep. 
The bed should be filled at such a rate that the velocity is 
not high enough to disturb the deposit upon the slates, 
and then the bed to be allowed to remain quiescent for, 
say, one hour. During the filling and contact periods the 
settling solids are deposited upon the upper surface of 
the slates, where they form a deposit called by Dibden 
"living earth" on account of the enormous number of 
animals, especially worms, developed therein. The sludge 
freshly deposited in sedimentation basins is usually about 
90 per cent, water and has a specific gravity of 1.02 ; using 
these figures and assuming the crude sewage to contain 
200 parts per million of suspended solids and the efSuent 
50 parts it will be seen that a deposit of wet sludge only 



52 

0.118 mm. thick is deposited on the "living earth" each 
time the bed is filled. Before the bed is filled again the 
worms and other animals and the bacteria have attacked 
the organic matter of this deposit and are ready for the 
next thin layer of food, when the bed is subsequently 
filled. 

If considered as a contact bed, its large void space as 
compared with a contact bed filled with ordinary media 
is of great aerating value, also due to the construction in 
horizontal layers, one slate resting upon another; on the 
under side of many slates a large, flat bubble of air must 
be entrained, which would tend to oxygenate the sewage 
while in the bed. 

Operation. 

To determine the optimum mode of operation, the bed 
vras run at several diiferent rates and various length 
cycles, which are shown in Table No. 8. 

During the early operation of this bed, its effluent con- 
tained considerable amounts of suspended solids, but was 
sufiSciently oxidized to be fairly stable. 

For this reason the rate was rapidly increased from one 
to two fillings a day and then to three. Under the latter 
rate the quality of the effluent began to decrease although 
containing less suspended solids than heretofore. 

Assuming that the biological action of the bed had been 
overtaxed, it was rested for seven days and then started 
up at the same rate as before. It was not efficient either 
as a sedimentation nor oxidizing process, only 22 per 
cent, of the total suspended solids being removed, and 
the effluent contained more volatile solids than the in- 
fluent. Nitrogen as free ammonia was higher in the 
effluent than in the applied crude sewage and the re- 
lative stability sank to .13 after the first day. 

The contact period was now doubled to allow more op- 
portunity for sedimentation and the aerating period in- 
creased to eight hours, which means the bed was filled 
twice a day. 
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During this period the crude sewage was of more than 
normal strength and the sedimentation effected was satis- 
factory, 72 per cent, of the applied suspended solids being 
removed, but the quality of the effluent was even worse 
than during the preceding period. 

The rate was again reduced and cycle changed to three 
hours to fill and empty instead of one hour, the same eon- 
tact being given. There was no improvement in the 
efQuent over the crude sewage — in fact, denitrification oc- 
curred in the bed and it was finally deemed advisable to 
end the run. 

Cleaning. 

After resting a few days the slates were flushed with 
water under pressure applied by an iron pipe held at 
each layer in a small vertical hole left between the slates 
during the construction of the bed. The accumulated de- 
posit upon the surface of the slates was successfully re- 
moved and the water capacity of the bed restored to within 
IJ per cent, of its initial capacity, but it should be borne 
in mind that the area of the bed was only .0021 acres and 
a method and quantity of water satisfactory on such a 
small installation might not be practical or economical 
in a large unit. 

The character of the deposit washed out was entirely 
different from ordinary sludge, for although the wash 
water was very dirty looking and contained 4.5 per cent, 
of sludge, yet when incubated at 20° C. with methylene 
blue it retained the color for a period of four days, in- 
dicating a relative stability of .60. 



Second Experiment. 

The bed was now in practically the same condition as 
when new, and it was decided to operate it at a low rate 
until biological action was well developed and then gradu- 
ally increase tha rate. 
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During the first experiment the bed had been filled and 
drained in one hour, but in order to reduce the influent and 
effluent velocity, and consequently minimize the disturb- 
ance of the deposit upon the slates, the bed was filled 
in two hours and the contact or full period reduced to one 
hour, and two hours also given to drain. 

In this way on July 16, 1909, the bed was started at 
one filling a day. The applied crude sewage during the 
seventh period was more dilute than formerly and the 
effluent was uniformly low in suspended solids, averaging 
31 parts per million. 

Up to the middle of September the effluent gradually 
improved in stability, but about that time the crude sew- 
age became not only stronger but rather irregular in its 
quality and the effluent was generally of lower stability 
than the average of the entire seventh period. (See dia- 
gram No. 21.) 

The work of the bed was satisfactory and the bed 
seemed mature, so its rate was increased by gradually re- 
ducing the aerating period. During this transition period, 
the crude sewage applied was of unusual strength, a 
weekly sample containing as high as 660 parts per million 
suspended solids and 23 parts per million organic nitro- 
gen. The sedimentation accomplished during these two 
periods was perfectly satisfactory. But the biological 
action was not equal to the severe tax and the stability of 
the effluent became very low. 

At the end of the ninth period the applied crude sewage 
had resumed a normal concentration and the rate was in- 
creased to two fillings a day; during the entire tenth 
period the sedimentation effected was very satisfactory, 
the effluent containing 31 parts per million suspended 
solids and the stability steadily improved, the average 
of the entire period being .46, a higher value than the 
effluent of two of the outside sprinkling filters (Nos. 20-5 
and 2G-6) during the same period. 

The rate was increased on January 19 by reducing the 
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time given to filling, draining, and aerating, increasing 
the number of cycles per day from two to three. 

During this eleventh period the air temperature was 
on an average below freezing three-fourths of the time, 
but the bed was protected by the building and being filled 
three times a day must have maintained suiBeient heat to 
continue biological action, for the average effluent con- 
tained three parts per million nitrogen as nitrates. Prob- 
ably due to the increased speed of filling and draining the 
bed over the last period, sedimentation was not as satis- 
factory, only 49 per cent, of the applied suspended solids 
being removed, the effluent containing on an average 88 
parts. 

The larger amount of suspended matter in the effluent 
and the cold weather probably account for the lowered 
stability of the effluent during this period. 

The bed was rested and flushed out as before, not on 
a;ccount of an excessive accumulation of deposit, but in 
order to start a run under new conditions. 

Conclusions. 

The deposit on the surface of the slates will be con- 
sidered under "Sludge," but certain conclusions can be 
drawn from the data at hand. 

Optimum results were obtained by filling and draining 
the bed slowly twice a day. Changes in rate of operation 
should be made gradually, as sudden increases in rate 
seem to derange the sensitive organization of the bed. 

If operated in this way the bed yielded an effluent low 
in suspended solids and of a fair degree of stability. 

The initial water contents of this small bed was nearly 
restored by flushing with water. But upon dismantling the 
bed at the end of the tests, those slates farthest away from 
the flushing holts were covered with the deposits to a 
depth of one inch. 
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CONTACT SYSTEM. 

The contact system described heretofore was in opera- 
tion for about five months, during which time it produced 
an efSuent almost freed from suspended solids, but, con- 
sidering the low rate at which the beds were operated, of 
insufficient stability to warrant an extended study of thia 
method of purification. 

The system was put in operation on April 6, 1909. The 
method of maturing the beds was that in use at Man- 
chester, England, where Dr. Fowler gives new beds long 
periods of contact and long aeration in their initial ser- 
vice, gradually increasing the rate by decreasing the period 
of contact and later decreasing the aerating time. 



Operation. 

The operation of the system is shown in Table No. 10. 
At all times the effluent of the secondary contact bed wag 
of very good appearance — the preliminary sedimentatioa 
and adhesion to the new, rough, porous media of the two 
beds effected an almost complete removal of suspended 
solids. This effluent contained, however, considerable mat- 
ter in a colloidal state, giving it a turbid appearance. The 
other constituent of the sewage which was efficiently re- 
moved was nitrogen as free ammonia, but the effluent was 
never nitrified to an extent that would indicate that the 
beds were mature, nor did the daily stability samples (ex- 
cept Sunday sewage, which was very dilute) show satis- 
factory results. In making this statement it is to be 
understood that it is given without prejudice to the use 
of contact beds in combination with a septic tank or other 
preliminary treatment. The policy of operation of the 
testing station was to get rid of the sewage in its fresh 
state and not to allow it to become septic. 

On September 16, therefore, the system was abandoned 
in order to use the secondary bed as a sludge lagoon. 



Table No. 11. 
Operation and Average Atwlyses of i 
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Tabxe No. 10. 
Operation of the Contact System. 
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SPRINKLING FILTERS. 
Methods of Distribution. 

Outside Filters. 

It must be borne in mind that the object sought in the 
operation of the outside filters was to determine as quickly 
as possible the best size and depth of stone to economically 
purify the sewage. "With this in view no attempt was made 
to apply to them a superior tank liquor, nor to develop a 
perfect distribution. 

Although the dosing tank used was tapered, it was not 
sufficiently so to prevent a ring of overdose. Also due 
to the different elevations of the surface of the beds, the 
two lower ones received the water contained in the risers 
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above the elevation of their nozzle. This water was ap- 
plied to an area immediately adjacent to the nozzle and 
probably passed through the bed at such a high rate as 
to have been but little changed. On May 15, 1909, a fun- 
nel 18 inches in diameter was so placed around the nozzle 
that it caught this water, which was conducted to a near- 
by manhole on the main drain. An immediate, but slight, 
improvement was noted in the character of the efiGluent 
from the two beds affected. 

In order to wet as large a part as possible of the square 
served by a circular nozzle on. the beds, it was necessary to 
allow the spray to strike against the wind shields to make 
it throw partly into the corners. The water thus striking, 
on the sides was collected by a small gutter and applied to, 
the otherwise undosed corner of the bed, as may be seen 
in the photograph. 

The arms of the Columbus nozzle accumulated consider- 
able material, especially wool fibres, and a tenacious gela- 
tinous growth. They required to be cleaned at irregular 
intervals, apparently depending upon the character of 
the influent. No trouble was experienced in the 9/16-inch 
orifice clogging except when occasionally a match stick. 
or other similar shaped body caught in the nozzle. 

The Upper Sprinkling Filter. 

This bed, being 16 feet by 32 feet in plan, was ad- 
mirably adapted for two square nozzles and initially it 
was served by two Taylor nozzles, the head on which was 
controlled by the butterfly valve so that the film wetted 
slightly the enclosing walls of the filter. 

"When the lower sprinkling filter was ready to be 
operated at the end of July, these Taylor nozzles were 
taken from that bed and replaced by Reading nozzles. A 
change in the shape of the cam caused the distribution 
along a radial line to be very satisfactory, but, of course, 
there being only two circular nozzles in a rectangular bed, 
those portions of the bed which would have been served 
by the staggered nozzles were left dry. 
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The Lovifer Sprinkling Filter. 

This bed was always dosed through Taylor square noz- 
zles, the head controlled by a similar device to that used 
on the upper filter, except that the velocity of the water 
wheel -was reduced by worm gearing instead of link 
belt. 

The cam was modified experimentally until distribution 
over a quadrant-shaped area separated into rectilinear 
sub-divisions was practically perfect. 

The influent to this bed, having been screened prior to 
sedimentation, contained none of the solids capable of 
choking the annular orifice, and no trouble of this kind 
was ever experienced. In the riser pipes, however, a 
jelly-like substance developed which was easily washed 
out after drying. 

Dosing Cycle. 

Outside Filters. 

The capacity of the tapered dosing tank was 106 gal- 
lons, and to obtain the best distribution possible the 
valves were set so that it required three minutes for the 
tank to empty; as this was a constant figure the length 
of time required for the dosing tank to fill controlled the 
rate on the filters. 

For an average rate on the entire battery of one million 
gallons per acre per day, the time required for the dosing 
tank to fill and consequently the resting portion of the 
cycle was 9 minutes and 42 seconds. As the rate 
was gradually increased this "resting period" was 
cut, down until the "dosing" and "resting" portions of 
the cycle were equal. Still higher rates were obtained 
by adjusting the mechanical device controlling the dosing 
tank so that there was a small flow into the tank during 
the display of the nozzle. 

This increased the time required for display of the noz- 
zle until it was greater than the resting period. 
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Upper Filter. 

The dosing cycle of this bed must be considered in twa 
ways— first, the relative "dosing" and "resting" time 
as determined by the cam, and second, the relative ' ' dos- 
ing" and "resting" time as determined by the entire 
shutting down of the ted for a period of drying. 

The cam was so designed that the nozzles displayed 
for 45 seconds and rested for 2 minutes and 30 seconds 
and this ratio was practically maintained during the 
entire run. The second or major dosing cycle was con- 
trolled by the state of the media, for when run continu- 
ously the suspended solids in the applied water clogged 
the surface and caused pooling. 

At first it was attempted to run the filter continuously^ 
but after clogging had developed and the bed given a 
long rest, the cycles were made 24 hours operation and 
24 hours rest. This also seemed unsatisfactory and three- 
hour intervals were chosen with better success. 
Lower Filter. 

The cam controlling the dosing cycle of this filter orig- 
inally had one lobe, whereby the film of applied sewage 
slowly worked its way from the nozzle to the edge of 
the bed, where, after having played for a sufficient length 
of time, sharp cut off occurred and the entire bed was un- 
dosed until the said lobe again opened the valve. Under 
this condition the nozzle displayed for 22 seconds and the 
bed rested for two minutes and eight seconds. The rest- 
ing period was reduced by the addition of lobes until dur- 
ing one revolution of the cam, the nozzle displayed five 
times. 

Under this condition the cam caused the film to travel 
from the nozzle to the wall in 22 seconds where the sharp 
cut-off occurred and the nozzle did not display for eight 
seconds. 

This sharp cut-off was unsatisfactory and was eliminated 
by designing a new cam which caused the film to travel 
from the nozzle to the edge of the bed and then return, 



63 

there being no cut-off at high head ; under this condition 
the nozzle was almost constantly discharging. But each 
small area of the bed may be considered to have a dosing 
and resting cycle, for the film traveled over the media, 
like that from a mecht'.nical distributor. 

Rate of Operation. 

Outside Filters. 

As has been described, the dosing tank containing 106 
gallons was generally emptied in three minutes upon an 
area .012 acres. Considering the entire area served the 
gross rate upon the beds during the display of the nozzle 
would be 4.24 million gallons per acre per day. But 
during the display under low head the rate would be ma- 
terially less than this average, and under the highest head 
many drops fall on the ring which is overdosed, so that 
during the display of the nozzle it is very probable that 
certain areas are being dosed at a rate of over ten million 
gallons per acre per day, while the net rate of the filters 
would be considered one million gallons per acre per 
day. 

The policy adopted in regard to all filters was not to 
operate them in the optimum manner but by continuous 
running to test them to destruction; therefore, the daily 
rate was the actual net rate of the filters for long in- 
tervals of time. 

During winter the rate on the outside filters was slightly 
increased, not by applying more sewage in a given time, 
but by the reduction of area in service due to the ice form- 
ing in the corners. 

Upper Filter. 

Based upon the possible rates at which sprinkling filters 
were operated during these tests it would seem that, 
neglecting other factors, the possible rate at which a filter 
can be economically operated is in inverse proportion to 
the amount of suspended solids applied. 
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The influent to the filter had no preparatory treatment 
save coarse screening and it was necessary to operate it at 
the lowest rate of any of the sprinkling filters. 

Lower Filter. 

This filter was operated at a higher rate than any other 
tested, notwithstanding which it produced the best eflau- 
ent. 

The conditions which made this high rate possible 
were the well prepared influent, the perfect distribution, 
the aerating system, the efficient false floor, and protection 
from the inclemency of the winter. 

EFFECT OF THE DOSING CYCLE UPON THE RATE 

AT WHICH THE EFFLUENT OF A SPRINKLING 

FILTER LEAVES THE UNDERDRAINS. 

When nozzles were operated continually under a fixed 
head, the rate at which the filter was dosed was pro- 
hibitively high, and the difiiculty was overcome by dosing 
the beds at this high rate for a given time and then 
shutting down the filter, allowing it to rest. "With the 
use of the "falling head" this difficulty was partially 
overcome and by means of the device controlling nozzle 
pressure. on the lower sprinkling filter, has been elimin- 
ated. 

The ideal condition in a sprinkling filter would be for 
each and every portion of the media to perform its share 
of the work. And all observations have tended to show 
that biological action is most efficient when regular. 

"With this in mind, gaugings were made to determine 
the rate at which the effluent left the underdrains of the 
outside filter, in the dosing cycle of which there was an 
appreciable rest; and of the lower filter, where the noz- 
zles discharged practically continuously. 

In diagram No. 12 there is shown the variation in rate 
of flow during complete dosing cycle from beds of differ- 
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fent depths and sizes of media (for which see description, 
of the filters). 

The variation in rate is most marked from coarse media 
and from shallow beds, the finer media and deep beds 
retaining more water within their interstices, tend to 
equalize the irregularity of dosing. 

The effluent from the lower filter flowed over a V 
notch weir, back of which a hook gauge indicated the 
head and consequently the rate of flow. 

"With the final cam in service, whereby the nozzles dis- 
charged almost continuously, the ' ' pimple ' ' formed by the 
hook gauge varied so little that it was impractical to ad- 
just the vernier to read the fluctuation, which shows that 
the cyclic variation in the rate of discharge of the noz- 
zle was equalized during the passage of the liquid through 
the bed. 



GENEHAL HISTORY OF THE SPRINKLING FILTERS, 
Outside Filters. 

Sewage was first applied to the outside filters on March 
23, 1910, the times and rate of dosing i)eing irregular 
during adjustments of the mechanical apparatus, but by 
March 26 sampling was commenced, as the operation of 
the beds was regular. 

The initial rates were as follows : 



Cycle. 



Station 
Number.* 


Display. 


20-1 


. 1 

a 

a 


20-2 

2C^-3 


20-4 


20-5 


20-6 .. - 



Rest. 



Bate. 



Million Gallons 
per Acre 
per Day. 


Gallona per 

Cubic Yards- 

per Day. 


.815 


63.2 


.815 


66.5 


.928 


96. 


.928 


82.5 


1.260 


195. 


1.260 


156. 



•For depth and size ot media, see description of the testing station. 
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The iirst action of the filter seemed to be a mechanical 
retentioji upon the surface of the stones of the applied 
suspended solids. It will be noted in the following table 
that th3 rough, porous slag retained the largest amount 
and thtit the coarse media in 20-2 and the smooth gravel 
in 20-5 retained the least. 

Pounds of suspended solids per cubic yard of media re- 
tained in the filters during the first week of operation : 





Station 


Number. 




Cubic Yards of 
Media in Bed. 


Pounds oi Sus- 
pended Solids 
per 
Cubic Yard Media. 


20-1 

20-2 

20-3 











22.6 
25.8 
16.1 
19.3 
10.4 
13.6 


0.46 
0.30 
0.82 


20-4- .. 








0.61 


20-5 

20-6 









0.32 
0.60 



Three weeks after the beds were first dosed the de- 
termination of the stability of the effluents by methylene 
blue was commenced, and the average relative stability of 
the effluents during the first month thereafter indicates 
the order in which the various beds matured. 



Order in Which the Beds 
Matured. 


Station 
Number. 


Rate in Gallons 

Cubic Yard 
per Day. 


Belative 
Stability. 


8 leet fine limestone 

9 leet coarse limestone. . 


20-1 
20-2 
20-4 
20-S 
20-5 
20-« 


63.2 
56.5 
82.5 
96.0 
195.0 
166.0 


.76 
.62 


6 feet slag 

4 feet eraveL ™- 


.55 
65 


B feet fine trap 


.48 



Table No. 12. 
Bacteria per cc. in Outside SprinUing Filter Sys 





Crude 
Sewage. 


Influent. 


Effluent 


Period. 

190^-1910. 


Eight Feet of 

Pine 

Limestone. 

20-1 


Nine Feet 

ol Coarse 

Limestone. 

20-2 


Six Feet of 
Slag. 
20-3 


July 5 to July 12 


2,700,000 
1,900,000 
3,800,000 
8,400,000 


2,100,000 
1,800,000 
2,800,000 
8,000,000 


31,000 
47,000 
58,000 
217,000 


107,000 
99,000 
145,000 
326,000 


57,000 
143,000 
162,000 
274,000 


July 12 to July 19— 


July 19 to July 26 


July 26 to August 2 






July average 


4,800,000 


4,000,000 


100,000 


180,000 


200,000 






August 2 to August 9 


6,700,000 
4,800,000 
5,000,000 
7,800,000 
4,400,000 


7,500,000 
4,000,000 
3,600,000 
6,800,000 
6,300,000 


101,000 
141,000 
100,000 
264,000 
80,000 




536,000 
133,000 
209,000 
194,000 
218,000 


August 9 to August 16 


123,000 
248,000 
317,000 
225,000 


August 16 to August 23 




August 30 to September 2 






August average 


5,800,000 ! 5,400,000 


170,000 


310,000 


380,000 


September 2 to SeDtember 6 

September 6 to September 13 

September 14 to September 20 

September 20 to September 27 

September 27 to October 4 


3,600,000 
3,500,000 
2,400,000 


2,200,000 
3,200,000 
4,100,000 


675,000 
150,000 
213,000 


Rest 

497,000 
70,000 
200,000 


ing. 

454,000 

60,000 

227,000 










__ - 






3,300,000 


3,000,000 1 430,000 


320,000 


300,000 




October -*■ ^'o <^ctober 11 


2,300,000 
2,200,000 
5,600,000 
3,500,000 


2,200,000 


132,000 


206,000 141,000 


October 11 to October 18 ^ 


October 18 to Octobei* 25 


4,io6,oo6 

2,500,000 


819,000 
51,000 




October 25 to October 31 __ __ 


515,000 


670 000 






October average 


2,800,000 


2,700,000 


160,000 


340,000 


870,000 






500,000 
3,200,000 
4,600,000 
1,900,000 




276,000 
162,000 
277,000 
100,000 


76,000 
232,000 
338,000 

73,000 


360,000 
229,000 
204,000 
210,000 


November 8 to November 15 

November 15 to November 22 

November 22 to November 29 


2,150,000 
3,300,000 
1,600,000 




2,700,000 


2,300,000 


200,000 


190,TKX) 


260,000 






5,400,000 
5,300,000 
2,000,000 
1,200,000 

1,740,000 


2,800,000 

2,400,000 

1,400,000 

940,000 

1,400,000 


200,000 
300,000 
240,000 
210,000 

630,000 


186,000 
570,000 
290,000 
220,000 

Rest 
510,000 


170,000 
500,000 
207,000 
221,000 
ing. 

440,000 




December 13 to December 20 


December 20 to December 24 -.. 


December 27 to January 3 






2,100,000 


1,400,000 


310,000 


360,000 


300,00) 






1,200,000 

1,200,000 

1,000,000 

830,000 


840,000 

1,000,000 

490,000 

650,000 


480,000 
740,000 
650,000 
330,000 


450,000 
710,000 
530,000 
240,000 


520,000 
740,000 
680,000 
400,000 


January 10 to January l7-_ 






January average 


1,100,000 


910,000 


540,000 


490,000 


570,000 






1,200,000 
1,300,000 
2,200,000 
1,800,000 


900,000 
1,400,000 
1,800,000 
1,200,000 


550,000 
1,080,000 
1,300,000 

870,000 


640,000 

990,000 

1,080,000 

870,000 


640,000 
1,200,000 
1,700,000 
1,500,000 




February 14 to February 21 






February average - 


1,600,000 


1.400.000 


980,000 


880,000 


1,250;000 








l,7OO,00Ot 
1,600,000 
2,000,000 
2,600,000 


224,000 

9,200 

420,000 

224,000 


660,000 
610,000 
600,000 
660,000 


660,000 
■140,000 
665,000 
660,000 
Rest 


620,000 
310,000 
673,000 
620,000 
ing. 


March 7 to March 14 




March 28 to Anril 4 






2,000,000 


210,000 


600,000 


620,000 


600,000 




April 4 to April 11 - 














2,200,000 
3,600,000 


1,400,000 
2,900,000 


300,000 
230,000 


275,000 
310,000 


832,000 
230,000 


April 18 to 4T>ril 25 



















2,900,000 


2,000,000 


270,000 


290,000 


280,000 





tBleach solution added to influent during March. 
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During the early operation of these beds, luxurious 
growths of the grey sewage fungus developed on the floor 
cl: the filters, especially in Nos. 20-5 and 20-6 which were 
yielding the least purified effluents. 

As the quality of the effluents improved when the beds 
became mature, the fungus broke into fragments and 
washed away, being replaced on the floor of those filters, 
such as the fine and coarse limestone and the coarse trap, 
which yielded an oxidized effluent, by chlorophyl plants 
and diatoms. Upon the surface of the slag bed there soon 
developed a growth of algae known as the cyanophycea- 
oscillaria, especially adjacent to the nozzles. This is a 
similar condition to the slag bed at Reading, Pa., and did 
not occur on any other sprinkling filter. On May 15 the 
rate was slightly increased on the filters, as is shown on 
the diagrams, but the funnels about the nozzles of 20-5 
and 20-6 reduced the rate on those beds so that the two 
highest beds were operated at .89 million gallons per acre 
per day and the other four beds at 1.01 million gallons per 
acre per day until June 5th. During this time the effluent 
continued to improve in all the beds, those yielded from 
the fine and coarse limestone and the coarse trap being of 
perfectly satisfactory stability, and from the fine trap, 
slag, and gravel beds of sufficient stability that they 
could have been discharged into the river with assurance 
that they would continue to improve therein. 

The suspended solids in the applied water continued 
to be removed and retained within the filter, so that the 
effluent was of very good appearance, even unsettled, up 
to June 1st, when all the beds automatically unloaded the 
accumulated solids stored up in their interstices. 

The two extreme beds — the deep, coarse limestone and 
the shallow, fine trap — unloaded the most solids, with the 
seven feet deep coarse trap third in order. The smooth 
surface of the gravel had not encouraged storage of the 
solids and, naturally, it unloaded the least. 

During this unloading a peculiarity noted was that 
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the effluent from the tAvo deep limestone beds remained 
stable, whereas that from the other four beds became 
putrescent. 

At this time the effluents were not settled, but based 
upon our own and others' experience the solids washed 
from the beds during unloading, even in such large 
quantities, are successfully settled out in short periods of 
sedimentation, yielding a iinal effluent low in suspended 
solids and fairly stable. 

An idea of the character of the effluents at this time may 
be obtained from the analyses of weekly samples from 
May 27th to June 3d, including the unload. 





Media. 


PAETS PEH MILLION. 


station 
Number. 


Sus- 
pended 
Solids. 


Oxygen Consumed. 




Total. 


Sus- 
pended. 


Solution. 


3 




192 
100 
556 

2,910 
294 
808 
2S6 

2,506 


71.6 
68.8 
72.8 

156.0 
64.8 

109.2 
54.4 

113.6 


12. 
8.0 
32.4 
105.6 
30. 
64.8 
18.4 
59.2 


59.6 


10 




60.8 


20-1 




40.4 


20-2 
20^3 


Coarse lime 

Slag 


50.4 
34.8 


20-4 




44.4 


20-5 


Gravel 


36.0 


20-6 


Fine trap 


54.4 



In order to make certain changes at the pump it was 
necessary to shut it down from June 6th to 12th, during 
which time the average temperature was + 18.4° C. ; on 
four days, however, the temperature rose to summer con- 
ditions, so that the filters had an opportunity to dry out 
considerably. 

Upon starting up the filters the first effluent was quite 
dirty, containing considerable quantities of the desqua- 
mated matter. The unloading which commenced on June 
1st continued for a short time in the slag bed and the 
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coarse trap ; but soon they, in common with other filters, 
began to store up solids. As would be expected after a 
rest, nitrification was good and the effluent (except from 
the gravel bed) of uniformly high stability. 

The rate of the filters was again increased on June 27th 
so that 20-1 and 20-2 were operating at the rate of 1.6 
million gallons per acre per day; 20-3 and 20-4 at 1.825, 
and 20-5 and 20-6 at 1.987. 

This increase had no effect upon the stability of the 
effluents from the four higher beds (20-1, 2, 3, 4) , but the 
relative stability of 20-6 fell to .70 and of 20-5, to .53. 

The beds were operated at the last mentioned rates for 
three weeks, during which time the fine limestone con- 
tinuously stored up solids, the effluents from the coarse 
limestone and the slag yielded a constantly increasing 
amount of suspended solids, and the two shallow beds, 
the gravel and fine trap, discharged more suspended sol- 
ids than they received. 

Bacterial examination was being made at sufficiently 
frequent intervals to obtain averages over this period. 
All the filters, except the gravel, were removing bacteria 
to such an extent that the effluents averaged 200,000 per 
cc. Details shown in Table No. 12. 

The effluents from the two latter beds at this rate uni- 
formly contained larger amounts of nitrogen as organic 
and free ammonia than the other effluents. 

The effluent from the gravel bed when compared with 
the others had been so unsatisfactory that it was ad- 
visable to determine whether its failure was due to the 
character of the media or to its shallowness (3 feet 3 
inches of filtering media and 9 inches underdrains). It 
was therefore discontinued and at once dismantled to ex- 
amine its condition. 

The beds after four months' use were in a satisfactory 
mature condition, and yielding an effluent similar to the 
influent in suspended solids. An examination of the media 
was made, with the following results. 
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"No. 20-1, 8 ft. of f inch to 3 ineh limestone. 

The upper side of the top layer of stones is only dis- 
colored, the under side covered with bacterial jelly; im- 
mediately beneath the surface layer the stones are quite 
dirty, slightly offensive in odor, no worms found, al- 
though they are frequently found in the effluent. 

20-2, 9 ft. of 2^ inch to 4 inch limestone. 

The top layer of stone similar to 20-1, but beneath, the 
stones are remarkably clean, humus-like material in 
patches so loosely attached to the stone that in removing 
a piece of the media tjiey fell off by their own weight; 
upon the clean part of the stones are large numbers of 
the larvae of Pyschoda alternate (which develops into the 
small moth fly so common about sprinkling filters) ; the 
media is entirely inodorous. 

20-3, 6 ft. of 1 inch to 3 inch slag. 

The surface of the top layer of stones is completely 
covered with a layer of bacterial jelly, | of an inch to 
3-16 of an inch thick, over a semi-circular area of two feet 
radius ; about the nozzle a luxurious growth of Oscillaria 
covers the surface, immediately below the surface layer 
of stones the media is very dirty and offensive; this 
accumulation must materially reduce the voids and con- 
sequently aeration in this filter. 

No worms seen in this bed — in fact, it was always 
noticed that they were only found on clean stones, never 
in the sludge-like accumulation. 

20-4, 7 ft. of 1 inch to 3 inch trap. 

The top layer like 20-1 and 20-2, the stones comprising 
the next 4 to 6 inches are well covered with bacterial 
jelly in which large numbers of the aforesaid larvae 
were found, below this the stones grow more dirty. 

20-5. 4 ft. of i inch to 2^ inch gravel. 
This bed is being dismantled. The top surface of the 
upper layer of stones is practically clean; on the under- 
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side, however, a slight hacterial jelly had formed; the 
surface of the gravel was apparently too smooth for either 
suspended solids or the jelly to adhere to, and the stones 
became progressively cleaner toward the bottom of the 
bed ; on the upper media many worms lived but gradually 
decreased toward the bottom; the cobbles above the brick 
underdrains were very clean, upon the sloping concrete 
floor small pebbles had fallen through the cobbles and 
formed dams, which had prevented the free flow of the 
effluent, and caused the deposit of solids in a layer about 
one inch deep; it was similar in appearance to the de- 
posit in the slate bed. An examination of the number 
of bacteria (on gelatine at 20° C. in 48 hours) in the 
bacterial jelly showed 9,240,000 per gram wet material. 

20-6, 5 feet of | inch to 2J inch trap. 

The top stones are similar to those in 20-1 and 20-2, 
beneath, the stones are covered with the bacterial jelly in 
which large numbers of the larvae were found ; the humus- 
like deposit was in much smaller masses than in the other 
beds, except 20-2." 

It will be noticed that those beds most clogged at this 
time unloaded least on June 1st. 

It will be noted that the shallow, fine media beds (20-5 
and 20-6) were being operated at a higher rate than the 
other four beds, that the effluent from the latter was sat- 
isfactorily oxidized and therefore the beds were capable 
of treating larger quantities of sewage. 

The usual method of increasing the rate was by re- 
ducing the resting portion of the dosing cycle ; but if this 
had been done beds 20-5 and 20-6 would have been over- 
taxed. To obviate the difficulty caused by the limitation 
of the dosing apparatus, these two beds were rested 
during the daytime, the contents of the dosing tank being 
discharged upon four instead of six beds. During the 
night all six beds were in service. 

The net rate of operation under these variable condi- 
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tions, over a sampling period as shown on the diagrams, 
is a weighted average. 

This mode of operating the filters was diametrically 
opposite to that adopted for the lower filter and resulted 
in greater variation of flow from the underdrains than 
that shown on diagram No. 12. 

As the weather conditions were ideal for the filters 
during August, the crude sewage practically normal, and 
the only variable the irregular methods of operation, any 
change in the effluent ought logically to be attributed to 
the latter cause. 

During this period of irregular operation, which approx- 
imately covers August, the filters were yielding an effluent 
containing generally about the same amount of suspended 
solids as there was in the influent, except the slag bed, 
which unloaded all during the month (details shown on 
diagrams). 

The formation of nitrates steadily decreased all month, 
except in the fine limestone bed, until at the end of the 
period of irregular operation, the nitrate content of the 
effluent had become almost negligible. 

The relative stability of the effluents indicates the daily 
change in the ability of the bed to oxidize putrescible 
matter; and the evil effects of irregular operation may 
be seen by an examination of the diagram showing daily 
relative stability where it will be noted that the effluent 
from the deep fine limestone bed which had been uniform 
in its high stability became irregular, reaching .50 as a 
minimum; the coarse limestone was similarly affected, 
reaching .42 as a minimum. 

The stability of the effluent of the slag bed had been, 
prior to the irregular operation of the beds, becoming vari- 
able and during August the variableness of the effluent 
increased ; the coarse trap bed was similarly affected ; the 
fine trap bed yielded a stable effluent on Sundays, when 
the influent was quite dilute, but on week days the effluent 
was constantly putrescent. 
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Although the chemical improvement in the sewage, by 
passage through the filters during this period, was inade- 
quate, there was a high percentage removal of bacteria, 
as may be seen in Table No. 12. 

During the period described above, a filter was being 
built in place of the dismantled gravel bed. A mixture, 
of broken stone on hand from the fine and coarse trap 
beds was used and made four feet deep over the same 
style underdrains as before. Iron turnings in amount 
equal to 0.1 per cent, of the weight of the total media 
in the bed were added to the upper three inches of the 
broken stone. (See Dunbar's "Principles of Sewage 
Treatment," page 173.) The trap media was covered 
with a layer of gravel about two inches in diameter to 
maintain the clean appearance always made by the old 
gravel bed. 

The experiment on irregular operation, while instruc- 
tive, produced unsatisfactory results, and before begin- 
ning under new conditions the beds were rested four 
days, operation being resumed on September 6, 1909. The 
rate was made nearly the same on all six beds by adjust- 
ments of the dosing apparatus and the beds operated as 
regularly as possible. 

For the first two weeks in September all of the beds 
unloaded somewhat, but not in the excessive manner 
of June 1, 1909, heretofore described. The fine limestone 
and the coarse trap rid themselves of more stored solids 
than the other beds ; the two shallow beds, 20-5 and 20-6 
unloaded the least. 

During all of September nitrification was very poor ia 
the fine limestone bed and in the new 20-5 of trap mix- 
ture, but in the other filters after the unloading nitratCiS 
steadily increased. 

When started up after the four days' rest, the slag 
bed was the only one which produced a stable eiBueni. 
An examination of diagram No. 21 will show that as the 
filters commenced to unload, the relative stability of the 
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unsettled effluents became lower, but after the unlc ading- 
all the filters (except 20-5, which was not one month old) 
produced stable effluents, from the two limestone bed» 
and the coarse trap (20-1, 2 and 4) becoming uniformly 
of high relative stability. 

During the first week of operation after the rest, the 
efficiency of the filters for removing bacteria was 
lower than during the two preceding months, but com- 
pares favorably with the results of the Columbus, Ohio, 
Sewage Disposal Works at the same time. 

After the unloading of solids the percentage removal 
of bacteria was much higher. In the new trap bed, 20-5 
(not yet mature), bacterial efficiency was very low. 

In order to determine the amount of humus stored up 
ia the sprinkling filters during their six months of ser- 
vice, on September 27, 1909, 3.04 cubic feet of media were 
removed from each of the beds and the voids determined. 
The stone was then thoroughly washed, allowed to drain 
and the voids redetermined. It must be considered in 
studying the following table that all the observations have 
shown that the accumulation of humus in a sprinkling 
filter is greatest at the surface and decreases with the 
depth. 

In removing stones for this observation it was imprac- 
ticable to dig deeper than about 2^ feet and therefore the 
observed conditions are much worse than if representa- 
tive portions of the entire depth of the media had been 
obtained. 

During the autumn and up to freezing weather no un- 
usual phenomena were observed, the fine lime-stone bed 
unloaded during the first week of November, the slag bed 
unloaded heavily about the middle of October, and the 
other beds generally stored solids. 

The effluents from the fine lime-stone bed and the coarse 
trap bed (Nos. 20-1 and 20-4) were of higher relative 
stability than the others, but even these two were not uni- 
formly stable as ia the summer; the coarse limestone an4 
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the slag were lower and less uniform than in summer; 
and the two shallow beds, 20-5 and 20-6, produced effluents 
of the least relative stability, the average being raised by 
the dilute Sunday sewage. 



Table No. 13. 

Examination of the Media of the Outside Sprinhling 
Filters. 





Percent Voids. 


s 

pi 

i. 

1>S 
a® 


p 

p 

Ph 




•a 
n 

o 
d 


.i-t 




iH 

1 




20-1 


46.9 


47.0 


44.4 


2.6 


71 


( %-inch to 3-inch limeBtone— 
■i first foot very dirty; cleaner 
(. below. 


20-2 


50. 


49.1 


46. 


S.l 


75.4 


r 2%-incli to 4-inch limestone— 
first stones quite dirty, be- 
coming very clean in places 
below. On the clean stones 

. many worms. 


ao-3 


62. 


61. 


43.8 


7.2 


160. 


■ 1-inch to 3-inch slag— the upper 
surtace ol bed covered with 
oscillaria, especially luxuri- 
ant near the nozzle. The 
upper foot of media very 
dirty, especially so in the 
ring of maximum overdose. 

. Beneath, dirty. 


MM 


47. 


47. 


46.2 


0.8 


31. 


■ 1-inch to 3-inch trap, cleanest 
stones of all the beds— only 
upper layers dirty. Large 

. number of worms present. 


20-6 


45. Y 


46.2 


39. 


7.2 


63.2 


f%-inch to 2J4-inch trap— the 
J humus is quite evenly dis- 
1 tributed through the media. 
L Second cleanest bed. 



On December 8, 1909, freezing temperature began and 
continued until December 13th, the lowest temperature re- 
corded was — 6° C. No change was made in the operation 
of the filters on account of this low temperature, but the 
formation of ice was carefully watched. 
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The nozzle serving the lime-stone beds discharged under 
,a slightly less head than the other and consequently did 
not throw quite as far; ice formed in the four corners 
so that the open area was slightly larger than a circle 
whose radius was the distance from the nozzle to the side 
of the bed. 

The two trap beds (20-4 and 20-6) had ice in the corners 
to a slight amount ; the slag bed and the mixed trap were 
entirely free from ice ; in the case of the slag bed it ap- 
peared as though an internal heat prevented the formation 
of ice, for during the "rest" of the dosing cycle this bed 
"steamed" more than any other. The smooth surface 
of the layer of gravel upon 20-5 was very unfavorable to 
ice formation. 

These four days of freezing temperature caused a de- 
terioration in the stability of the effluents which continued 
until spring, as may be seen on diagrams Nos. 21 and 22. 
Prom December 16th to 31st (except for part of Decem- 
ber 23d) the temperature was below freezing, for the last 
three days averaging — 8° C. The formation of ice in the 
corners was the same as described before ; the condition of 
the slag and coarse trap beds on December 21, 1909, is 
shown on the photograph. 

The average loss in heat, between the sedimentation tank 
and the combined effluents of the outside filters during 
December amounted to 3.6° C, but it must be remembered 
that the sewage passad through exposed 3-inch iron pipes 
from the dosing tank to the nozzles, and that the filters 
were small in volume. 

Upon two occasions studies were made upon the result 
of resting the filters in cold weather, the first on De- 
cember 20th, when the filters were shut down from 8.00 
A. M. to 12.00 M. during the cleaning of the pump. For 
four days previously the temperature had been below 
zero C. and the average condition. of the effluent during 
that time is shown in Table No. 14. 

Examination of the effluent 15 minutes and 4 hours afr 
ter starting up again is shown in Table No. 15. 
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Table No. 14. 

Condition of Outside Filters Prior to Rest on 
December 20. 



Number ol Bed. 


20-1 


20-2 


20-3 


20-4 


20-5 


20-6 


Million bacteriaper ec. in effluent 

Percentage removal bacteria 

iJitrogen as nitrates 

Relative stability ol the effluent- 


.24 
84.7 
3 
.62 


.37 
76.4 
2.2 
.61 


.22 
86.0 
Z.8 
.61 


.24 
84.7 
2.7 
.58 


.71 
64.6 
1.8 
.37 


.46 
70.6 
1.8 
.40 



Table JSTo. 15. 
Condition of Outside Filters Subsequent to Shut Down. 

Number of Bed. 



15 

minutCE 
after 
first 
dose. 



Million bacteria per cc. in 
effluent 

Percentage removal of bac- 
teria ^- 

Nitrogen as nitrates 

Relative stability ol effluent. 









, 




20-1 


20-2 


20-3 


20-4 


20-5 


.27 


.57 


.15 


.23 


.33 


85. 


68.6 


91.5 


87.4 


81-.8 


8. 


5. 


8. 


8. 


4. 


.66 


.62 


.90 


.90 


.56 



.30 

84.5 
4. 
.77 



Number ol Bed. 


20-1 


20-2 


20-3 


20-4 


20-5 


20L^ 


4 ' 


Million bacteria per cc. in 
effluent 


.21 


.64 


.21 


.23 


1.1 


.82 


hours 
after 


Percent, removal of bacteria- 


88.8 


66.4 


88.8 


87.7 


42.1 


56.8 


first 
dose. 


Nitrogen as nitrates 


3. 


2. 


3. 


3. 


2. 


2. 




Relative stability ol effluent— 


.35 


.29 


.29 


.29 


.23 


.29 
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The second shut down was over Christmas, when the 
beds were not dosed for three days, from December 24th, 
1.30 P. M., to December 27th, 1.00 P. M. During this time 
the temperature was uniformly between 1° C. and — 2° C. 
On December 25th a very severe snow storm commenced 
about 8.00 A. M. continuing for 24 hours. The wind- 
shields caused heavy drifting, so that some portions of 
the beds were covered with snow three feet deep. Upon 
starting up, the sewage slowly melted the snow so that at 
least by the following morning they were entirely free 
from snow over the wetted area. Samples were collected 
every half hour after starting and examined with results 
shown in Table No. 16. 

In order to show the quality of the effluent before and 
after a three days' rest in cold weather there is given in 
Table No. 17 results on December 24th and average of 
December 28th and 29th. 
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Table No. 16. 
Condition of Effluents of Outside Filters. 



M 

O 

o 
as 




i 


m 

It 

a* 


m 

ass 


■2 
o 

s 






1 

1-30 

2 

2-30 

3 


4.C 

3.0 

2.5 
1.5 

1.5 


31 






Very dirty, rotifers, amoeba, Para- 
mecium, and small worms. 

Dirty, large particles, very little ani- 
mal life. 

Dirty, no animal life. 

Normal appearance. 


20-1 
8 feet ol 

fine 
limestone. 








34 


.84 


23.6 


20-2 
9 feet of 

coarse 
limestone. 


1 

1-30 

2 

2-30 

3 


4.0 

3.0 

2.5 
1.0 
1.0 


31 








Very dirty; rotifers, amoeba, Para- 
mecium plentiful. 

Much cleaner than 1 P. M. sample; 
few animals. 


34 


.79 


28.2 


Normal appearance. 


20-3 


1 

1-30 

2 

2-30 

3 


4.0 

3.0 

2.8 
1.5 
1.5 


31 







Dirty; only a few animals, mostly 

worms. 
Cleaner than 1 P. M. sample; no ani- 


« feet of 
slag. 


34 


.92 


16.4 


mal lite. 
Normal appearance. 




1 

1-30 

2 

2-30 
3 


5.0 
3.3 

2.8 

1.5 
1.5 


61 








20-4 






mecium, and worms. 
Cleaner than 1 P. M. sample; same 
animals. 
Normal affluent; few animals^ 


7 feet of 
coarse 








trap. 


34 


.96 


12.7 


mostly worms. 




1 

1-30 

2 

2-30 

3 


1.5 

0.8 

1.0 
0.8 
0.8 


31 






Very large flakes, only a few Para- 






10. 


mecium. 
Same appearance as 1 P. M. sample. 


20-5 

4 feet of 

gravel. 


34 


1.00 


but no animals. 
Normal effluent. 


20-6 
6 feet of 
fine trap. 


1 

1-30 

2 

2-30 

3 


2.0 
1.5 
1.5 
1.2 
1.0 


36 
34 


.98 


10.9 


Slightly dirty; no animal life. 
Normal efiluent. 
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Table No. 17. 

Condition of Outside Filters Before and After Shut Down 
Decemher 25. 



I'ilter Number. 



Million bacteria per cc 
in effluent ■ 



Percentage bacteria re 
moved 



Nitrates 



Relative stability 





20-1 


20-2 


20-3 


20-4 


20-5 


rBefore 


.30 


.42 


.34 


.31 


.88 


lAlter. 


.34 


.44 


.37 


.47 


.82 


("Before 


84.5 


76.7 


81.2 


83. 


51. 


lAfter. 


83. 


78. 


81.5 


76.6 


59. 


JBelore 


2.5 


2.5 


3.0 


2.8- 


2.0 


lAfter- 


3.26 


3. 


3.0 


3.25 


2.0 


fBefore 


.44 


.45 


.45 


.37 


.25 


lAfter- 


.41 


.29 


.37 


.30 


.26 



20-6 



.67 
.32. 
62.9 
84. 
2.5 
3.5 
.25- 
.26 



Considerations prevented the sludging of tank No. 10 
during December so that the influent to the outside filters, 
was a much stronger sewage than usual, as may be seen 
in the diagrams. 

During this freezing weather, and unusually strong in- 
fluent, the beds were storing suspended solids, and ap- 
parently were unable to oxidize and digest the organic- 
matters; the natural result followed; on December 12th, 
the fine trap bed (20-6) was noticel to be pooled in places^ 
next the fine lime-stone and slag (20-1 and 20-3) on De- 
cember 2Sd; and on the following day, the coarse trap 
(20-4) was noticed to be in that condition with the slag 
and fine trap growing markedly worse. 

The beds were all shut down from the afternoon of 
December 24th to the morning of the 27th, during which 
time a severe snow storm completely covered them; 
this prevented any possible drying out, and as the snow 
was melted by the sewage when the beds were started up, 
it could be seen that 20-3 and 20-6 were pooled as badly 
as when shut down. 
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The storing up of suspended solids during December is 
shown in Table No. 18 and it is natural to expect that the 
extent of pooling would be proportionate to the quantity 
of matter retained in the filter. 



Order of Beds as Eegards Extent of 
Pooling. 



Pounds of 

Suspended Solids 

Stored During 

the Month. 



5 feet fine trap, 20-6 

4 feet fine trap, 20-5 

6 feet slag, 20-3 

8 feet fine limestone, 20-1 

7 feet coarse trap, 20-4 

9 feet coarse limestone, 20-2-. 



373 
364 
260 
SIO 
246 
242 



An examination of the condition of the media was now 
made with the following results: 

"20-1. Bed considerably sludged up with a grey de- 
posit; a peculiar condition noted is, that it does not 
completely bridge the stones and some stones are fairly 
clean, in a few places knots of the usual larvae. 

20-2. This bed is in but little worse condition than in 
the summer, except that the larvae and flies are much less 
in number. The large stones completely bridge voids, so 
that the sludging up cannot prevent large air spaces, 
which appeared to be connected and afford means of 
ventilating the media. 

20-3. The bed is badly sludged up with a black de- 
posit adhering tightly to the rough, porous slag and in 
places completely filling the voids. Almost no larvae and 
but a few flies. In a pit 15 inches deep and 6 inches 
diameter four broken pieces of slag were found showing 
the effect of frost. 

20-4. Badly sludged up with a black deposit which in 
some places completely fills the voids, but in other places 
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stones are sufSciently clean to show original surface with 
large numbers of worms in knots, as in summer. 

20-5. The surface of the gravel is perfectly clean, but 
between the upper stones and the ones they rest upon 
is a layer of material which resembles a mat of wool fibres 
encased in the usual bacterial jelly. This is so tenacious 
that when wet it can be picked up by one corner and 
removed from the bed intact in large strips. These mats 
must have seriously decreased the surface aeration of 
the bed. 

20-6. This bed is in the worst condition of any, the 
voids being so completely filled with the black deposit that 
upon digging the observation hole entrained water oozed 
from the sides and formed a pool in the bottom of the hole, 
almost no worms or flies found." 

The deposit upon the stones in the upper foot of media 
was removed and subjected to the same analyses as a 
sludge sample. Eesults shown in Table No. 19. 

Table No. 19. 
Analysis of Deposit in the Sprinhling Filters. 



Source. 


Percentage 

of Water 

in the 

Wet 

Sludge. 


Percentage of the Dry Eesidue That Is— 




Volatile. 


Fixed. 


Nitrogen. 


rats. 


20-1 

20-2 


85.9 
83.8 
84.7 
86.9 
78.2 
85.3 


48. 

45.7 

43. 

47. 

30.4 

42.1 


52. 

54.3 

57. 

53. 

69. a 

57.9 


2.! 
2.0 
1.8 
2.3 
0.6 
2.2 


S.9 
5.6 


20-S 


4.6 


20-4 

20-5 

20-6 


5.0 
2.6 
3.9 


Average, omitting 20-5 


85.3 


45.2 


54.8 


2.1 


5.2 



As applied to bed 20-6 this analysis indicates a storage 
of 338 pounds of dry solids in the upper foot of media. 
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Typical sludge from sedimentation basins is shown in 
Table No. 59. This comparison shows the similarity of 
the deposit to ordinary sludge, but it differed in being 
inoffensive, the odor being similar to that from slate bed 
deposit. 

The effluents produced by the outside filters during De- 
cember, under the conditions just described, of high sus- 
pended solids applied during freezing weather, were not 
satisfactory; however, it must be borne in mind that no 
effort was made to operate the beds in the most desirable 
manner, but rather to test them to destruction, and then 
find ways and means to restore them to a normal con- 
dition. 

On January 1, 1910, the appearance of the filters was 
perfectly normal, the upper surface of the media was 
covered with the usual grey bacterial film, 20-2 and 20-5 
entirely free from pooling, 20-1, 3 and 4 showed slight 
evidence of pooling, and 20-6 was considerably pooled. 

The following morning bed number 20-6 had a very 
luxurious growth upon the surface of the media, pink in 
color, gelatinous in appearance, and adhering tightly to 
the surface of the stones ; to a less degree beds numbered 
20-1, 3 and 4 were similarly affected; bed number 20-2 
very slightly, and the smooth gravel cover of 20-5 free 
from it. 

Specimens of the growth were submitted to Dr. D. H. 
Bergey at the University of Pennsylvania, who obtained 
the growth in pure culture and concluded that it was an 
intermediate between the "moulds" and "yeast," being 
closely related to but not identical with "Fusarium 
aqueductum" described in Saccardo's "Sylloge Fungo- 
rum, ' ' Vol. X, page 728. A very similar growth developed 
upon the filters at the Waterbury Experiment Station, and 
was described in Engineering News, Vol. LVI, page 459. 
Apparently the only difference between the two organisms, 
the one observed on the Philadelphia beds and that at 
Waterbury, was that the gonoidal bodies of the growth 
at Waterbury were "small oval bodies which were at- 
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taehed end to end, a single 'sausage chain,' 30 or 40 
of them," whereas the growth upon the Philadelphia fil- 
ters had fruiting bodies which were crescent shaped. 

It may be interesting to note that similar growths have 
appeared at other places. 

The Royal Commission on Sewage Disposal of Great 
Britain in their Fifth Report on page 96, et seq., give some 
data on "Growths on Percolating Filters." Among the 
instances cited by it two seem similar to the condition 
described above. The percolating filters at Dorking are 
composed of coarse to medium clinker and the precipita- 
tion liquor is continuously distributed by sprinklers. 
"The filters were started on November 16, 1905, and a 
pinkish-yellow filamentous growth made its appearance 
a fortnight later. This flourished until May of the fol- 
lowing year, when it dried away. During the last five 
weeks of this period the effluent from the filter was bad." 

"With the same type works at Kingston it is stated "A 
short-fibred grey growth appears annually on the surface 
of the filter, commencing about November and drying off 
in March. 

"In the winter months it forms an almost impervious 
mat on the surface of the filter, the effluent becoming bad 
in consequence. ' ' On page 99 it is stated that "As the use 
of percolating filters is likely to spread in the future we 
are impressed with the need for practical experiments 
which have for their object either the prevention or the 
destruction of the growths on the surface of such filters. ' ' 

In March, 1907, the Commission experimented with 
seven chemicals on a filter at Dorking covered with such 
growths, among which bleaching powder was tried. ' ' Suf- 
ficient of the dry solid was used to cover the surface with 
a fine layer of powder," and to quote further "* * • 
the working of the filter was not seriously upset. ' ' 

In the Fortieth Annual Report of the State Board of 
Health of Massachusetts (1908) on page 362 there is re- 
ported the effect of adding bleaching powder to the influent 
of an intermittent sand filter and the conclusion is — 
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"These experiments show that, if necessary, sewage may 
be sterilized by chlorine' added as bleaching powder with- 
out affecting its subsequent purification by intermittent 
sand or by trickling filters." 

Dr. S. Eideal in February, 1909, read a paper on the 
"Application of Electrolytic Chlorine to Sewage Purifica- 
tion, etc.," reported in Engineering of February 12, 1909, 
He says that the addition of chlorine to the influent to a 
filter " * * * did not interfere with the filter efficiency ; 
in fact, it rather added to it by keeping down the grey 
growth on the top of the filter. That a much larger 
quantity of oxychloride (up to 8 or even 20 parts per 
100,000 of available chlorine) might, indeed, safely be 
added. ' ' Also " * * * and that beds clogged up with 
growths, internally or on the surface, could be washed 
and restored by applyiug occasional doses of oxychlor- 
ides, thus preventing or delaying sludging up and the 
nuisance caused by excessive quantities of solids passing 
away. ' ' 

The daily history of the outside filters during January 
is shown on diagram No. 13. The conditions existing and 
methods used to remedy them with results accomplished 
are as follows: A solution of hypochlorite of calcium 
was added by hand to the dosing tank in amounts of 10 
parts per million available chlorine for 17 hours on two 
days, to kill the pink growth and to relieve the rapidly 
developing pooled condition. During the time the nozzles 
were removed from the four higher beds, the influent was 
allowed to pour down through the media adjacent to the 
position occupied by the nozzle and no samples were taken 
of the effluent from those beds; a slight diminution in 
the growth on 20-6 was noted. On January 5th, 16 pounds 
of dry bleaching powder was evenly distributed over the 
surface of beds 20-5 and 6 (equals two tons per acre) and 
at once the influent was applied as usual ; the first effluent 
smelt strongly of the bleach, and samples collected at 
half-hour intervals were examined for residual chloriae 
with the following results : 
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Time Alter Bed Was Treated, in Hours. 


Eesidual Chlorine in 

Parts per Million 

in the 

Effluent ol— 




20-5 


20-6 


% 

1 


2.1 
.1 
.08 



1.1 
.08 
.08 



1% 

a 





The following morning the fine trap bed (20-6) was 
freed to some extent of the growth and was less pooled 
than at any time in the last two weeks. 

The treatment, having been beneficial, was applied in a 
similar manner to the other four beds on the following 
day; samples oi the effluents were analyzed and results 
shown in Table No. 20. 



Table No. 20. 

Showing the Ejfeds of the Application of Calcium 

Hypochlorite to the Sprinkling Filters. 
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The application of bleach had completely destroyed and 
eliminated the pink growth, the surface stones were per- 
fectly clean, and pooling almost ended. The coarse lime- 
stone and the coarse trap bed remained in this clean and 
unpooled condition until the middle of February, the 
fine limestone until January 23d, but the slag bed and 
the two shallow fine trap beds, while remaining clean, 
began to pool, so that by the 16th of January they were 
in bad condition. 

It will be noted in Table No. 20 that a large quantity 
of available chlorine was washed away in the effluent and 
to save this for use in the beds a change was made in the 
method of application ; instead of spreading dry bleaching 
powder over the bed, the powder was dissolved in water 
(one pound dry bleach per gallon of water) and applied 
to the beds by a watering can. In this way 8 pounds 
of bleach per bed were put upon the three pooled filters 
(20-3, 5 and 6) on January 17th and all the filters rested 
until January 20th. During the rest the bleach changed 
the appearance and consistency of the clogging matter ; its 
color was a dirty yellow and from a sticky, tenacious mat 
it had become granular, and was capable of being easily 
removed from the media by hand. Analysis of the de- 
posit in 20-6 shown below, prior and subsequent to 
bleach treatment, does not show much change except an 
increase in fats, which accumulated between the dates of 
examination. 



Date. 


Wet Sludge. 


Per Cent.ol Dry Besidue. 


1910. 


Sp. Gr. 


Per Cent 
Water 


Volatile. 


Fixed. 


Nitro- 
gen. 


Fats. 




1.05 
I.IY 


85.3 
78.1 


42.1 
43.9 


57.9 
66.1 


2.2 
1.7 


S.9 


January 21 


S.* 







The storage of solids, and especially of fats, between 
January 3d and 21st is shown by the content in grams of 
one liter of the deposit as follows : 



Grams Contained in One Liter 
ol the Wet Deposit. 



Dry 
Solids. 



Volatile 
Solids. 



Fats. 



January 3rd -. 
January 21st., 



1B4 
256 



6 

15 



The surface jelly had been disintegrated, but the force 
of the ordinary spray was not sufficient to wash it 
through; so on Sunday, January 23, 1910, the dosing 
mechanism was not used, and the nozzles discharged con- 
tinuously for three hours, the head being changed from 
time to time by hand in order to cover the entire area. 

The influent did not appear to contain more than 20 
parts per million suspended solids and the effluent wag 
but slightly dirtier. The spray, therefore, did not have 
sufficient force to dislodge the clogging matters. 

It seemed that considerable force would be required to 
dislodge the accumulated solids in the voids of the filters, 
as all gentle treatments had failed to eliminate pooling 
on 20-1, 5, and 6. On January 24th, therefore, after three 
and a half hours' rest, filter No. 20-5 was washed with 
water under pressure from the fire hydrant, applied 
through a one-inch fire nozzle, held vertically a few 
inches above the stones. The rate of discharge was 77 
gallons per minute and was applied twice ; the first time it 
required three minutes to go over the area; the second 
time two minutes and thirty seconds. For the first treat- 
ment it would require 115,000 gallons of water and 25 
hours to treat one acre of filter. 

The force of the jet violently churned the top stones, 
and cut up and completely dislodged the clogging solids, 
at least in the upper foot of media. The water leaving 
the bed appeared like a thin, watery sludge. 
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After the bed had drained the influent was applied a» 
usual and samples of the efQueiit from this and the ad- 
joining bed (which had not been washed) were collected 
for comparison. 





Filter Number. 


Time in Hours After Bed Was 
Started Dp. 


20-5 
Washed. 


20-6 




Nitrates. 


Eel. Stab. 


Nitrates. 


Bel. Stab. 




3 


1.5 
2.5 
2.2 
2.5 
2.5 
3.0 


.25 
.50 
.31 
.29 
.24 
.27 


2.0 
4.0 
4.0 
1.5 
3.0 
4.0 


.24 
.38 
.30 
.37 


4- 


.28 

.27 




2.8 


.32 


3.7 


.31 







The following day the fine limestone bed which was 
pooled (not from surface growth but from a clogging of 
the voids with the black deposit) was washed in a similar 
manner to that described above. 

The stream was applied for one minute and fifty-four 
seconds; it required thirty-five seconds for the water to 
pass through the bed and appear as a thin sludge at the 
outlet of the underdrains; the flow continued for three 
and one-half minutes. The second washing was given for 
one and one-half minutes. The slowness of the water in 
passing through the bed surely indicates how much the 
interstices must have been sludged up. Samples collected 
for comparison yielded the following results: 
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Filter Number. 


Time in Hours Alter Bed Was 
Started Up. 


20-1 
Washed. 


20-2 


r 


Nitrates. 


Eel. Stab. 


Nitrates. 


Eel. Stab. 





3.5 
2.0 
2.0 
S.O 

2.5 


.33 
.89 
.62 
.60 
.44 
.39 


4.0 
4.0 
3.0 
2.0 
1.6 


.25 


2 


.37 
39 


3 .. 


4 


.30 


5 










Average,.! __ 


2.6 


.54 


2.9 


33 







This was a satisfactory method for relieving pooling in 
a badly clogged bed and did not seem to injure the 
already feeble biological action in the two beds that were 
washed. 

Both beds remained clean and free from pooling until 
February 24th. 

The above history of the filters during January, 1910, 
is devoted entirely to their physical condition, and in or- 
der to avoid complications no mention was made of their 
biological condition. In regard to the purification of the 
applied liquor affected by the beds, the influent contained 
less suspended solids than usual, and being cold weather 
the crude sewage contained larger quantities of dissolved 
oxygen and nitrates than in warm weather, but the 
clogged condition of the beds and the low air tempera- 
tures were very unfavorable to efficient biological action. 

The effluent of aU the filters during January contained 
less suspended solids than the influent, except, of course, 
at those times when bleach had been applied or the 
media was washed with the fire hose; the formation of 
nitrates increased during the month in all the filters ex- 
cept the coarse trap bed (20-4). 

The fat or ether soluble matter contained in the sewage 
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and effluents was studied beginning in January, and it was 
found that the effluent of all the filters, except 20-5, con- 
tained less fats than were applied. As we have seen that 
the fat content of the deposit in the filters increased, and 
as fats are resistant bodies, the supposition is they were 
being stored up in the filters. 

The general tendency of the relative stability curve of 
the four higher beds (20-1, 2, 3 and 4) was upwards; but 
if the high stability of the Sunday effluent (due to its 
dilute character) is omitted the average for the month is 
low in all the filters ; that the curve tends upwards is evi- 
dence that the application of bleach and washing with 
fire hose had a beneficial rather than malignant effect 
upon the oxidizing power of the beds. 

The bacterial content of the crude sewage was lower 
in January than in any other month, and the sedimentation 
tank, being but little protected from the cold, further re- 
duced the number of bacteria in the water applied to the 
outside filters ; the effluents generally contained more bac- 
teria than in warmer months and, due to the low numbers 
in the influent, the percentage removal seems quite low. 
The coarse trap bed caused the highest reduction in bac- 
teria; the shallow mixed trap bed (20-5) the lowest re- 
duction. 



. Table No. 22. 
Analyses of Crude Sewage, the Influent and Effluent of the Outside Sp: 



Period ol Sampling. 



December 27. 

January 3, 
January • ID. 

January 17. 

January 24. 

December 27. 

January 3. 

January 10, 

January 17. 

January 24. 



January 3_. 
January 10-. 
January 17-. 
January 24-. 
January 31_. 



PAETS I 



Suspended Solids. 



Total. Fixed. Volatile. 



200 
172 
116 
192 
192 



76 
64 

58 



124 

lOS 
118 
138 

las 



Nitrogen a 



Organic. Fr. Amm. Nil 



3.6 
,6.6 
6.4 



10 



4.6 
4.0 



January 3-. 
January 10-. 
January 17-. 
January 24-. 
January 31- 



72 
56 

72 
52 

85 
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US 
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40 
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January 17. 

January 24- 
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January 10. 
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December 27. 
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January 3. 

January 10. 

January 17. 

J anuary 24. 
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January 10-. 
January 17_, 
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PARTS PE 



Suspended Solids. 



Total. 



12 
14 
24 
12 



Fixed. 



Volatile. 



48 
12 
14 
20 
12 



Mtrogen a 



Organic. 



Fr. Amm. 



Nil 
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January 17-. 
January 24- 
January 31- 
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16 
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0. 
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16 
20 
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3.0 
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44 
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February started with all the filters clean and all but 
20-6 free from pooling. As may be seen in diagram No. 
14, the average temperature was about freezing until the 
5th, when it suddenly sunk to — 16° C, the lowest reached 
during the tests, and caused the greatest reduction in 
the working area experienced. As in previous freezing 
weather, the slag bed had the smallest amount of ice upon 
its surface. During the night of the 5th a valve bonnet 
cracked and required 10 hours to repair, so that the beds 
were not dosed during the extreme low temperature ; the 
moderation in temperature soon melted the ice. By the 
middle of the month the slag bed and the coarse and fine 
trap beds were again pooled. . The coarse trap bed was 
washed with a fire hose and the other two allowed to re- 
main in the pooled condition in order to see if they would 
right themselves. 

About this time it was noticed that water stood between 
the stones of the coarse limestone bed (20-2) which here- 
tofore had never pooled nor even had any indications of 
it; on the 21st of the month the bed was slightly pooled, 
but the same day the effluent became quite dirty and the 
pooling ceased. 

By February 26th beds numbered 20-1, 2, 3 and 6 were 
pooled again, and it was decided to give all the beds 
another dose of the bleach. Eight pounds of dry powder 
dissolved in eight gallons of water was sprinkled upon 
each bed and they were not dosed for two days. When 
started up they were aU clean and all but 20-6 free from 
pools. The fine trap bed (20-6) had never been washed 
with water and the well graded media with consequently 
smaller voids must have been very badly clogged, for by 
the end of the month its surface was a lake. 

All of the filters yielded an effluent very low in sus- 
pended solids, although a steadily increasing amount of 
sewage was applied as the month advanced; the fat con- 
tent of the applied sewage also increased, reaching the 
maximum figure at the end of the month, when some of 
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the filters became pooled. The formation of nitrates de- 
creased, but the relative stability changed but little, the 
deeper beds yielding a more stable effluent than' the shal- 
low beds. 

Experience with these outside filters, operated under 
adverse conditions as to poorly prepared influent and un- 
satisfactory distribution, had shown that when clogging 
occurred it could be relieved by the bleach treatment, but 
in general, as the cause of clogging was not removed, the 
condition returned. It was decided to disinfect the in- 
fluent to the filters, in order to try out Rideal's theory, as 
cited above. 

Apparatus was therefore assembled similar in design to 
that used for adding bleach solution to the disinfection 
tanks, and beginning February 28, 1910, the hypochlorite 
solution was continuously added to the contents of the 
dosing tank in quantities equivalent to 290 pounds of dry 
powder per acre per day, or 124 pounds of dry powder per 
million gallons of sewage applied to the bed, or five parts 
per million available chlorine. The dosing tank was 
emptied about every six minutes, which is not sufScient 
time to exhaust the oxidizing power of the hypochlorite, 
and therefore residual chlorine was generally present in 
the sewage as it fell upon the bed, averaging 2.3 parts per 
million ; during the time that bleach was added the influent 
to the filters contained on an average 210,000 bacteria per 
c.c. (and if two high counts are omitted the average in the 
influent would be 11,400). 

In passage through the filter the bacteria developed 
therein, so that although the influent was disinfected, the 
effluent was similar in bacterial content to that produced 
at other times, and the percentage removal from the 
crude sewage over 70. 

The fine limestone and the coarse trap beds (20-1 and 4) 
remained perfectly clean and free from pools during this 
treatment ; the coarse limestone, slag and mixed trap beds 
(20-2, 3, and 5) gave very slight evidence of pooling; but 
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on the fine trap (20-6) the pooling soon commenced and 
steadily grew worse ; on March 14th an examination was 
made of the upper two and one-half feet of media, which 
showed that 227 pounds of deposit was stored per cubic 
yard of media, a reduction in voids of 9.7 per cent. The 
effluent yielded by the filters was of about the same sta- 
bility as during February. The weather seemed settled 
and favorable for a few warm days. On March 28th, there- 
fore, the outside beds were shut down in order that the 
accumulation of solids within the beds might dry and the 
beds unload. They were rested until April 5th, during 
which time the average air temperature was 12° C. and 
clear, dry weather conducive to desquamation of the de- 
Tjosits in the voids. 

The filters were then started at the same rate that they 
had been operating under, 2.32 million gallons per acre per 
day, and the samples not mixed as usual to form the com- 
posite one, but kept on ice for 24 hours in order to observe 
the manner in which various beds unloaded their voids. 

The results were as follows: 

"Fine limestone bed (20-1) — ^Effluent practically normal 
the composite sample for week following the rest shows 
an unloading, but it did not occur during the first 24 hours 
after the rest. 

Coarse limestone bed (20-2) — ^At first the effluent was 
exceedingly dirty, but gradually cleared up, so that by 24 
hours it appeared like a normal effluent. 

Slag bed (20-3) — The action in this bed was the re- 
verse of 20-2, for the first effluent was quite clear and 
gradually grew dirtier, so that after 24 hours it was very 
dirty. 

Coarse trap bed (20-4) — The first effluent was dirty and 
continued so for the following 24 hours. 

Mixed trap bed (20-5) — Same as 20-4. 

Fine trap bed (20-6) — The first effluent was very dirty, 
gradually becoming clearer, but still turbid at end of 24 
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hours. This is the only bed still pooled and only in one 
small spot." 

As an approximate measurement of the settliag solids 
contained in the effluent during the first six hours after 
the rest, the first six samples were mixed and 500 cc. 
placed in cylinders and allowed to settle for two hours; 
the depth of the deposit was as follows: 



Number ol Bed. 


Depth ol Deposit in MM. 


20-4 


8 
6 

5 


20-6 

20-5... 
20-2 





20-3 




20-1 .. 









Considering also the results of analysis for suspended 
solids on the composite weekly sample (to be discussed, 
later) it would appear that the two shallow beds dis- 
charged the largest amount of stored solids ; as they were 
found to be badly clogged only one month later when 
dismantled, an idea may be formed of the large amount 
of material which they must have stored. 

The coarse trap bed unloaded the best, the process being 
a steady, even discharge of solids, which continued for 
quite a time. 

The coarse limestone, due to its large voids, easily 
yielded the stored solids, while the slag bed, probably due 
to the porous nature of the media, which allowed the slimy 
deposit to take a firmer hold upon it, discharged the sol- 
ids only after several hours' service and in less amount 
than the similar sized media in 20-4. 

The fine limestone, either on account of its depth, or 
the small size of the voids, or other unknown causes, dis- 
charged very little of the stored matters. 

At once after the unloading the quality of the effluents 
7 
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all improved; this might not be entirely due to the rest 
and unload, but partially to the increasing temperature 
stimulating biological activity. 

For the remainder of the tests to April 30tli all the filters 
except 20-6 discharged more suspended matter than they 
received, which shows that all were trying to recover from 
the bad conditions of winter. Nitrification became more 
vigorous and had the tests been carried on longer, it ap-_ 
peared that the four upper beds would have completely re- 
covered their full oxidizing power. 

The bacterial examination of the filters at this time 
was not as complete as formerly, but those made, indicate 
that effluents from the four deeper beds were of equal 
purity to that yielded before the winter. 

That the physical condition of the beds was not com- 
pletely remedied is shown by the fact that by the 10th of 
April, or only five days after the rest, the fine trap bed 
(20-6) was pooled and steadily grew worse, until at the 
end of the tests its surface was practically a lake; the 
mixed trap bed (20-5) by the middle of April similarly 
pooled but was not as bad as 20-6. The fine limestone 
(20-1) gradually pooled so that at the end it did not pre- 
sent a satisfactory appearance. On the other hand, the 
coarse limestone (20-2) very slightly pooled about the 
middle of April but soon righted itself. 

The slag and coarse trap beds (20-3 and 4) pre- 
sented the best physical appearance of all, being quite 
free from pooling and normal looking. 

As soon as the filters were finally shut down an ex- 
amination of the media was made, a large representative 
sample taken for mechanical analysis, and the deposits 
upon the surface analyzed like sludge; the results were 
as follows : 

^'Fine limstone bed (20-1) : 

The upper surfaces of the top stones were perfectly 
clean and free from growths of any kind, the white lime- 
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stone being discolored in places by iron oxide; for six 
inches beneath the surface the voids were badly slndged 
up, especially so in those places where it was noted that 
pooling would first develop ; there were many flies on the 
media but very few larvae ; for the next six inches, or at 
a depth of one foot, the media became cleaner, the de- 
posits occurring in patches upon the white surface of the 
stones. In the corners of the bed (undosed by the circu- 
lar spray) the media, to a depth of two and one-half feet 
at least, was perfectly clean and plainly showed that 
there had been no lateral subsurface distribution. 

Coarse limestone bed (20-2) : 

The upper surface of the top layer of stone was per- 
fectly clean like 20-1; immediately beneath there was a 
considerable amount of sludge occurring in lumps, rather 
than films, upon the stones ; this condition only exists for 
about six inches, below which the stones gradually and 
uniformly grow cleaner, until at a depth of two feet the 
large voids of this bed are entirely open and the stones 
fairly clean. 

Slag bed (20-3) : 

The film upon the surface of the top stones quickly 
dried, forming flakes, but immediately below the surface 
the pores of the slag, being filled with theusual jelly, re- 
tained moisture for a long time (at least two weeks). 
There were innumerable flies but few larvae, the black 
deposit was more sticky than in other beds and of slightly 
offensive odor; an important matter always noted in ex- 
amining the slag media was that the bacterial jelly and 
also the sludge-like deposit adhered more tenaciously to 
the rough porous slag than the other kinds of stone. 

The bed was thus sludged up for a depth of sixteen 
inches, below which it began to grow cleaner, but was still 
quite dirty at two and one-half feet depth. 
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Coarse trap bed (20-4) : 

The film on the surface of the top layer of stones dried 
and desquamated very quickly ; beneath the surface layer 
a heavy accumulation had formerly been observed; the 
stones were only slightly dirty; in the upper six inches 
were many flies and beginning at that depth the larvae 
occurred in greater numbers than in any other bed, being 
especially numerous upon the cleaner stones. 

At a depth of one foot the only portion of the media 
showing any clogging was the overdosed ring about one 
foot wide and two and one-half feet from the nozzle; at 
two feet depth sludge had entirely disappeared, every 
stone except in the undosed corners being literally white 
with larvae ; between this depth and four feet the stones 
grew dirtier but with a different quality material; in the 
upper portion of the beds the deposit had a sticky, 
tenacious, gelatinous composition, whereas at this point 
the deposit was granular and more like mud than sludge. 
This condition continued until the cobbles were reached, 
the surfaces of which wete fairly clean, only in pockets 
and on level surfaces was any dirt found, which resembled 
sand more than mud; between the brick under drains 
small stones had fallen upon the floor and had slightly 
retarded the free flow through the underdrains indicated 
by the fact that back of them were found deposits of 
sandy material up $.0 the depth of one-quarter inch ; there 
were no fungus growths in the underdrains nor upon the 
floor, so that it is not at aU probable that any reducing 
action occurred therein. 

Mixed trap bed (20-5) : 

The surface of the gravel layer was perfectly clean, but 
upon removing the top stones a horizontal layer or mat of 
wool fibres and sludge was found which was nearly im- 
pervious to the rapid passage of the influent; the trap 
stones beneath this mat were imbedded in a black, tena- 
cious mass like sludge, through this reddish-yellow spots 
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showed where the iron turnings (placed in this bed when 
reconstructed) had been oxidized; this complete clogging 
of the media extended to a depth of six inches, where the 
voids began to be slightly open, so that at a depth of 
eighteen inches the voids were not clogged, but the stones 
covered with a film of the black deposit. Even in this 
badly sludged up bed the undosed corners were found 
perfectly clean and dry. 

Pine trap bed (20-6) : 

The surface was quite clean, but the same mat existed 
as in 20-5 and described above; the worst clogging was 
in the upper three inches, beneath which flies were present 
and some voids open, but the media was very dirty. 

Beginning about one foot below the surface, the size of 
the media was undoubtedly smaller than appeared on the 
surface of the bed, stones between one-half inch and one 
inch forming a large percentage of the total; at a depth 
of one foot the media was cleaner than above, except in 
the over-dosed ring, and on the cleaner stones the larvae 
were found ; the cobbles and underdrains were found in a 
similar condition to 20-4." 

The results of mechanical analysis, void determination, 
and sludge analysis of the deposits are shown in diagram 
No. 26 and Table No. 32. The dotted straight line on 
the mechanical analysis diagram shows probable compo- 
sition of the mixtures as screened. The disintegration of 
limestone and slag is clearly seen by the divergence of the 
curve from the dotted line. 

The character and amount of deposit as shown in Table 
No. 32 agrees with the ocular observation, and attention 
is drawn to the small amount of organic matter stored in 
the coarse trap bed — in fact, a representative sample of 
deposit on this bed was difficult to collect, due to the 
small amount on each stone. 

Monthly averages of the chemical and bacteriological 
examinations of the filters are given in Tables No. 30 and 
31. 



DIAGRAM N9 2« 
MECHANICAL ANALYSES 
OF THE MEDIA MADE WHEN THE 
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Upper Filter (No. 21) : 

The object sought for in operating this filter was to 
find whether it was possible to operate a fine media bed, 
over which roughly screened sewage was well distributed, 
by properly arranged resting periods and raking. 

The mode of operating this filter has already been de- 
scribed, and it is only necessary to examine the analysis 
of weekly samples of influent and effluent shown in Table 
No. 33 and the relative stability on diagram No. 21 to see 
that the superior quality of effluent produced was caused 
by complete storage of the suspended and colloidal solids 
(the early effluents being as clear as filtered water). 

When the mat formed on the surface, oxidation ceased 
and the effluent became putrescent, as is seen by the rapid 
fall in the relative stability diagram. 

It would seem from this experiment that it is not 
practicable to apply a poorly prepared influent to a 
sprinkling filter, expecting to maintain it by rest and 
Takings, on account of the low rate of operation and the 
high cost of maintenance, together with the inequality of 
the effluent over extended periods. 

Lower Filter (No. 22) : 

During the experimental design of the cam which con- 
trolled nozzle pressure on this bed, the influent was ap- 
plied in an unsystematic and irregular manner ; this con- 
dition existed during the daytime from July 15th until 
the 22d, when regular operation began. 

The effluent from the bed during its initial operation 
was very low in suspended solids, contained nitrates and 
was perfectly stable. The rate was raised each week by 
increasing the number of lobes upon the cam. Until Sep- 
tember 15th the average influent had contained 45 parts 
per million suspended solids and the effluent only 23 ; prac- 
tically one-half of the applied solids had been retained 
within the bed, and on that date the bed was noticed to 
be pooled. Trusting in the uniform size of the media 
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giving maximum voids, the aeration effected by the ven- 
tilating system, and the nearly perfect distribution, no 
attention was paid to the pooling, but immediately upon 
its occurrence the bed yielded a dirtier effluent than for- 
merly, and in two weeks the slight pooling disappeared. 
During the pooling no deterioration was noted in the uni- 
form stability of the effluent. 

The filter was shut down from October 6th to 13th, dur- 
ing construction in sedimentation tank No. 12 and it is to 
be noted that the bed did not unload thereafter. Subse- 
quent observation on the physical condition of this bed 
would indicate that the solids accumulated near the sur- 
face, and if they dried out sufficiently during this rest to 
desquamate, when the filter started up they were only 
carried deeper iato the bed, not all the way down so as 
to pass out in the effluent. 

While the bed was shut down the orifices of the nozzles 
were reamed out in order to allow them to discharge a 
larger amount of sewage upon the bed and the distribu- 
tion was injured thereby, but the effluent still remained 
uniformly stable. 

About October 20th slight pooling again developed (ap- 
parently not due to any growths but to an accumulation 
of solids within the upper three inches of media) and 
this time grew quite bad. It was anticipated that the bed 
would clear itself, therefore no change in operation was 
made, and automatically the bed heavily unloaded, as is 
graphically shown on diagram No. "27. This caused a 
deterioration in the stability of the effluent, but it steadily 
recovered its perfect stability. After the bed had unload- 
ed new Taylor nozzles were placed, which restored the 
distribution to its former excellence. For one week aboiit 
this time it was necessary, due to construction, to operate 
the bed irregularly, but it did not produce any adverse 
effect upon the character of the effluent. 

Beginning in November, a thermometer was placed in 
the underdrains at the ventilator and read daily; it was 
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soon found that the temperature of the bottom of the bed 
was subject to sudden and considerable variations, ap- 
parently having no definite connection with the air tem- 
perature within the building at the filter ; at this time the 
physical and biological condition of the bed was excellent, 
and it was thought advisable to determine the effect of 
stopping the artificial ventilation of the bed ; on December 
8th, therefore, the cowl was removed and the venilator 
plugged; four days later slight pooling was noticed, 
which gradually increased in area, but no deterioration in 
the quality of the effluent was apparent, although the fil- 
ter was built in an enclosed concrete tank, and the ar- 
tificial ventilation was not in service. 

In this condition the bed was shut down over Christmas, 
as has been described under the history of the outside 
filters. "When put in service again on December 28th the- 
bed did not unload nor was there any change in the extent 
of the pooling. 

On January 1st the bed was pooled, apparently caused 
by superficial clogging with suspended solids ; the follow- 
ing day the bed was covered with the same pink growth, 
already described as occurring on the same date on the 
outside filters. 

It was decided to experiment on the outside filters be- 
fore attempting any treatment of this bed ; therefore, the 
growth was allowed to develop for seven days, in which 
time it grew to such an extent that the entire surface of 
the filter was covered with it, and the pools had joined 
into one lake. 

In the previous use of bleach upon the outside filters,, 
considerable amounts of available chlorine had been, 
wasted by passage through the bed at a faster rate than 
it could be used by the oxidizable matters contained 
therein. , 

A solution of 10 pounds of 38 per cent, bleach in nine 
gallons of water was added in 250 ce. portions to the 
effluent of tank No. 12 (influent to lower filter), the rate 
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being regulated so that the effluent of the filter contained 
only a small amount of available chlorine as determined 
by samples taken every five minutes and analyzed at once. 
This method was used successfully to correct the fault 
of washing the chemical through, as done upon the outside 
filters. 

One-half hour after commencing the treatment the 
edges of many stones were visible through the pink coat- 
ing; at the end of three and one-half hours the pooling 
had markedly decreased, and the stones were becoming 
visible in places ; after the lapse of five hours, treatment 
was discontinued with at least 40 to 50 per cent, of the 
surface freed from the growth and pooling ended. Bleach 
had been applied in this manner at the rate of 850 pounds 
dry powder per acre ; during the treatment the nitrates in 
the effluent rose from 1.5 to 4 parts per million and a 
sample of the effluent 4f hours after treatment began 
had a relative stability of .42 (the residual chlorine was 
neutralized before incubation), the stability of the effluent 
increased, although the filter still was at least half covered 
with the growth and pooled. 

The filter was shut down at noon on January 9th and al- 
lowed to dry out until 1.00 P. M. on January 10th, at which 
time a solution (one pound bleach per gallon water) con- 
taining 47 pounds bleach (two tons per acre) was sprayed 
over the bed through the influent pipe and nozzles; it 
was allowed one hour contact with the bed and then the 
usual influent applied; where the bed was pooled the 
strong bleach solution remained on the surface, but else- 
where it penetrated the clogging layer and caused the 
same change in its composition as has been noted before ; 
a^ter the bleach was applied the effluent outlet was 
watched but no water drained through, so all of the 47 
gallons must have remained in the bed. 
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When the hed was started the effluent was examined 
for residual chlorine with the following results : 



Time AJter Bed Was 
Started. 


Parts per Million, 
Available Chlorine in 
the Effluent. 


Appearance. 


10 minutes - 


6,390 
160 
39 
25 
10.6 
7.x 
7.1 


Heavy white precipitate. 


20 minutes 

30 minutes 

1 hour 


All samples appeared 
- dirty, but each suc- 
ceeding one less so. 




2 hours 


• 



This left the top stones quife free from the pink growth 
and clean, but below there were still considerable amoimts 
of clogging matters. 

On January 12th the bed was rested for 6 hours in order 
that the water within the bed might drain out, then 47 
pounds of bleach in a strong solution was applied through 
the nozzles and allowed to remain in the bed for 68 hours ; 
the top stones soon turned white and 48 hours after it 
was applied an examination of the media was made, and it 
was found that the formerly black deposit had been 
changed to a yellowish-grey for a depth of at least 6 
inches. 

When the bed was started up the cam was not used, 
but the nozzles allowed to play constantly, the head being 
regulated from time to time by hand so that the entire 
area of the bed was thus dosed at a high rate. The initial 
effluent was opaque, full of dead larvae, and contained 5.6 
parts per million residual chlorine; 10 minutes later the 
effluent was less opaque, contained no larvae, and 3.5 resi- 
dual chlorine ; in one-half hour the effluent was free from 
residual chlorine, and the suspended matter appeared to 
be composed of desquamated flakes ; each succeeding sam- 
ple became clearer. 

The bed was now perfectly clean and free from pooling 
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and was operated in the usual manner until January 25th, 
when an apparatus was set up to add a solution of bleach 
to the effluent of tank No. 12 (the influent to this filter) 
in the same way as described for disinfection studies. 

In this way the lower sprinkling filter No. 22 was op- 
erated until March 2d, during which time the rate at 
which bleach was added was as follows: 



Period— 1910. 


Average Bate ot Application 
Bleach. 




Pounds per Acre 
per Day. 


Pounds per 
Million Gallons. 




359 
293 
192 
214 
222 


112 


February 2cl to February 9th 

February 9th to February 16th 


9S.5 
61 


February 16th to February 23d 


68 


February 23d to March 2d 


71 



During the time that the influent to the lower filter 
was being disinfected the bed remained entirely free 
from pooling and had the appearance of a perfectly new 
bed ; the effluent returned to its former condition of high 
stability, although less regular than in summer. 

Soon after the addition of bleach to the influent was 
stopped the stones began to grow gray and the normal 
slimy jelly developed ; twelve days after, or on March 14th, 
the bed showed evidence of pooling ; a pit was dug three 
feet from a nozzle at a point that appeared clogged, 
where an examination showed that there was no ac- 
cumulation of wool fibres as had been found in the out- 
side filters (the influent of which was not screened), but 
the voids in the upper part of the media were largely 
filled with a black, offensive deposit; near the surface 
many flies were found and also numbers of larvae down 
to a depth of two and one-half feet, at which point the 
media was dirty but the voids not entirely filled. 
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Two days later, or on March 16th, the ventilator was 
opened, the eowl restored, and an airmeter placed in the 
six inch vertical ventilator. The rate at which air passed 
through the bed is shown at the bottom of diagram No. 27. 

The bed from this time to the end of the tests on April 
30th, generally yielded an effluent containing more 
suspended solids than the influent; the formation of ni- 
trates steadily increased and the effluent finally attained 
high stability, as in the early operation of the bed, indi- 
cating complete recovery. 

On April 30th, when the tests were ended, the lower 
sprinkling filter (No. 22) was yielding an ideal effluent, 
the surface stones were covered with a thin layer of hy- 
drogel, and not the slightest pooling. An examination 
of the condition of the media was begun on May 3d by 
digging a pit five feet wide at the top and extending from 
the riser to the edge of the bed. 

The upper two or three inches of stone were very 
slightly dirty, the deposit not having a sewage odor but 
rather a damp sea weed smell ; large numbers of flies were 
present and many stones were covered with larvae ; a de- 
termination of voids upon the dirty and washed stone of 
the upper three inches showed a loss of 2.1 per cent. 

Between a depth of three inches and one foot the media 
became perfectly clean, and continued in that condition 
throughout its entire depth — in fact, except for large num- 
bers of stones covered by very active white larvae the 
media appeared as though it had been wet by water only. 
The vertical and horizontal ventilating pipes were as 
clean as when placed in the bed, the inside being dry and 
unstained. 

The only difference! in the condition of the media here 
was that larvae and full-grown flies were more numerous 
adjacent to the ventilating pipes. The main drain was 
found clean and entirely free from any growths, the floor 
of the filter and under side of split tile drains similarly 
clean; the floor, however, was covered with a layer of 







infLuent to tke Lower (Sprinkling 


Filter. 








PARTS PER MILLIC 


1909-1910. 


Suspended Solids. 


Nitrogen as— 


Dates. 


O 


i 


(S 

o 

> 


ta 






i 


uiy 29 to August 5 _ 


35. 

72. 
39. 
22. 






1.6 
1.3 
1.1 
5.2 


4.0 
4.3 
3.7 
2.8 





1 

0.2 




i.ugust 5 to August 12 








August 12 to August 19 








August 28 to September 2 


5. 


17. 


0.1 


August average 


42. 






2.3 


3.7 
















September 2 to September 9 


34. 
20. 

66. 
44. 


8. 


26. 


4.0 

3.6 

.4 

1.2 


4.0 
4 4 
3.6 
2.8 


0.6 

0.12 
.0-1 
.12 




September 9 to September 16 _. 


0.03 


September 16 to September 22 


6. 


50. 








0.68 


September average _ 


39. 






2.3 


3.7 


.22 












eptember 29 to October 6 _ 


48. 
62. 
64. 
48. 
24. 






1.4 
2.0 
4.0 
1.6 
5.6 


3.4 
2.8 
3.2 
2.4 
3.2 


.02 
.30 
.25 

.28 
.20 


" 


)etober 6 to October 1 








)ctober 13 to October 20-. 


12. 
4. 
2. 


52. 
44. 
22. 


i 1.2 


ictober 20 to October 27 _ 


. 15 


>ctobei- 27 to November 3 








October average 


47. 






2.9 


3.0 


.21 


.51 








lovember 3 to November 10 


96. 
124. 
96. 
62. 


0. 
32. 
20. 
10. 


96. 
92. 
76. 
52. 


1.2 
6.4 
3.2 
2.8 


2.0 
.1.6 
4.0 
3.6 


.15 

.25 
.25 
.16 




November 10 to November 17 - - 


.20 




lovember 24 to December 1 








November average _ _ _ 


95. 


16. 


79. 


3.4 


2.8 


.202 


.81 




76. 
60. 
84. 
40. 


24. 

8. 
32. 

0. 


52. 
63. 
62. 
40. 


1.6 
3.6 
7.0 
6.0 


2.4 
3.6 
3.4 
3.6 


0. 
.16 
.16 
.14 




ecember 8 to December 15 

ecember 15 to December 22 

ecember 22 to December 24 


1^4 
1.8 
1.4 




December average 


65. 


16. 


49. 


4.55 


3.25 


.12 


1.2 




ecember 28 to January 5 


72. 
66. 
84. 
84. 
92. 


8. 
12. 

0. 
16. 


64. 
44. 
84. 
68. 


6.2 


3 4 




1.6 














anuary 19 to January 26 _ 






~ 


anuary 26 to February 2 


8. 84. 
















January average 


78. 


9. 1 69. 


















ebruary 2 to February 9 


72. 0. 72. 
48. 28. 20. 
58. 0. i 58. 
84. 34. 60. 








ebruary 9 to February 16 -- 








ebruary 16 to February 23 _ 




, 






















66. ' 16. .50. 


















88. 4. 84. 
100. 24. 76. 
60. 4. 1 56. 
.56. 7. 49. 
















arch 16 to March 23- 
































76. ; 10. 1 66. 






















36. 1 0. 1 36. 1 
80. 30. 1 60. 
66. 12. i 44. '. 
32. 12. j 20. :. 
















.40 


1.1 
3.5 
3.3 








iril 90 to April 27 - - 






.18 










51. 


13. .^iS ' 1 




.29 


2.6 








[ 
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PARTS PEE MILLIOl 




Suspended Solids. 


Nitrogen as— 


Oxygen Con. 


Dates. 

1909-1910. 


93 
O 




93 
O 
> 


a 
1 


s 
s 
< 


TO 


CO 


1 


1 


July 22 to July 29 


30. 






4.0 


1.2 


4. 





32.8 








i 




July 29 to August 5 


7. 

6. 
12. 
64. 


1 


1.6 

2.0 

.6 

4.2 


1.2 
1.6 
1.0 
1.4 


2. 
2. 
1. 
.04 


"A 
40 
92 
.82 


25.6 
46.4 
18.2 
29.2 


....... 

3.6 




August 5 to August 12 _ 








August 12 to August 19 








August 28 to September 2 - 






1 










August average 


22. 






8.4 


1.3 




























September 2 to September 9— _ 
September 9 to September 16... 

September 16 to September 22 

September 22 to September 29 _ 


8. 
28. 
28. 

as. 


0. 
16. 


'"20V" 
28. 
22. 


2.0 
2.4 
2.6 


1.2 
.8 
.6 


.10 
.16 
.12 
.12 


.45 
.35 
2.9 
1.1 


41.6 
34.4 
31.2 
32.8 


6.4 
5.8 
40 
7.6 


2 
1 
1 
1 










September average 


£6. 






2.3 


.87 


.123 


3.0 


36. 


5.9 


1 










September 29 to October 6 

October 6 to October 7 

October 13 to October 20 


60. 
17. 
42. 
34. 
S6. 


32. 
3. 
4. 
2. 
0. 


28. 
14. 
38. 
32. 
36. 


3.2 
1.4 
2.4 
1.6 
2.0 


"""20' 
.80 
.80 
2.0 


.02 
.06 
.14 
.06 
.06 


1.4 

.34 
2.0 
1.7 

.9 


26. 
65. 
"19 2 
44.8 
38. 


3.2 
5.6 
3 2 
7.2 
5.2 


1 
2 


October 20 to October 27 

October 27 to November 3 


1 
1 


October average 


38. 


8. 


30. 


2.1 


.96 


.07 


1.27 


44. 


4.9 


1 


November 3 to November 10 

November 10 to November 17 

November 17 to November 24 

November 28 to December 1 


36. 
212. 
372. 
146. 


0. 
72.. 
182. 
54. 


36. 
140. 
190. 

92. 


2.2 
4.6 
2.5 
3.8 


1.0 
1.0 

1.5 
1.8 


.06 
.10 
.16 
.22 


.9 

.7 

3.0 

3.7 


41 6 
.62.4 
48, 
48.8 


76 
19.6 
12.8 
12.8 


1 
1 
1 
1 


November average 


192. 


77. 


115. 


3.3 


1.3 


.14 


2.1 


47.7 


13.2 


1 


December 1 to December 8 

December 8 to December 15 

December 16 to December 22 

December 22 to December 24 


48. 
.SO. 

4.S. 
?A. 


8. 
4. 
12. 
4. 


40. 
26. 
36. 
20. 


:6 
1.2 
3.0 
3.2 


1.0 
2.0 
2.6 
1.6 


.20 
.12 
.18 
.12 


3.8 
2.4 
4 8 
1.9 


47.2 
44.4 
44.8 
46.4 


14.4 
7.6 

11.6 
5.6 


1 
1 
1 

2 


December average 


38. 


7. 


31. 


2.0 


1.8 


.16 


3.2 


45.7 


9.8 


1 


December 28 to January 5 

January 5 to January 12 

January 15 to January 19 

January 19 to January 26 

January 26 to I'ebruary 2._ 


60. 
24. 
36. 
■■U). 
66. 


12. 
4. 
0. 

c; 

12. 


48. 
20. 
.'6. 
40. 
44. 


2.4 


2.4 


.12 


2.3 
2.5 
1.5 
3.0 
3,5 


54.4 

52. 

60.4 

47.6 


17."^ 
5.6 
8.0 
8.4 
8.8 


1 





1 


1 








9 








■>( 












43. 


0. 


37. 








2.6 


51.7 


9.6 


1 












I'ebruary 2 to February 9 

February 9 to February 16 

; February 16 to February 23 

February 23 to March 2 


40. 

48. 

64. 

. 84. 


0. 
20. 

0. 
34. 


40. 
28. 
61. 
60. 








3.6 
2.0 
1.5 
1.5 


49.2 
59.2 
62. 
45.2 


8.0 

1.6 

14.8 

11.2 


1 








3 








1 








1 












50. 


14. 


45. 








2.1 


.51.4 


8.9 


2 














112. 

160 

148. 

40. 


50. 

64. 

60. 

- Ifi 


62. 
96. 
88. 
24. 








3 
26 
4.0 


39.2 

48. 

48.4 


13.2 
13.6 
17.6 


1 











1 




1 


























115. 


47. 


68. 











46.2 


14.8 


1 






..... 

March 30 to April 6 

April 6 to April 13 


110. 
140. 

38. 

62. 


34. 
60. 
0. 
52. 


76. 
80. 
38. 
30. 






.55 
.40 
.40 
.18 


3.9 
2.6 
5.6 
4.8 


45.2 
42.8 
33.6 
36.2 












































85. 


29. 


66. 


"' 




.38 


4.2 


39.2 
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Table ISTo. 39. 

Showing Bacteriological Examination of the Lower 
Sprinkling Filter, No. 22. 





Bacteria per 0. 0. 


B.Coli.perC.O., 

Presumptive. 


Dates, 
1909-'10. 


Crude 
Sewage-. 


Screened 

and 

Settled 

Sewage 

Influent. 


Effluent 

of 
No. 22. 


Screened 
and 

Settled 
Sewage 
Influent. 


Effluent 

of 
No. 22. 


July 29 to Aug. 5 


9,600,000 
6,700,000 
5,400,000 
6,200,000 
4,000,000 


9,600,000 

""4^odo7ooo' 


70,600 
200^000" 






Aug. 5 to Aug. 12 

Aug. 12 to Aug. 19 

Aug. 19 to Aug. 28 

Aug. 28 to Sept. 2 


""750^000" 


550" 


August average 


5,800,000 


6,300,000 


173,000 







Sept. 2 to Sept. 9 

Sept. 9 to Sept. 16 

Sept. 16 to Sent. 23 


3,700,000 
3,200,000 
3,700,000 
1,800,000 


3,60O;O0O 
2,400,000 
2,300,000 
1,609,000 


340,000' 
260,000 
116,000 
122,000 


600,000 
180,000 


10,000 
12,500 


Sept. 23 to Sept. 29 












September average 


3,600,000 


2,600,000 


186,000 


400,000 


8,700 


Sept. 29 to Oct. 6 

Oct. 6 to Oct. 7 


2,300,000 
1,400,000 
2,200,000 
5,600,000 
3,600,000 


4,000,000 
1,200,000 
2,100,000 
3,500,000 
1,700,000 


330,000 
110,000 
845,000 
126,000 
304,000 








Oct. 17 to Oct. 20 






Oct. 20 to Oct. 27 






Orft. 27 to Nov. 3 












October average 


•2,800,000 


2,200ifl00 


320,000 












Nov. 3 to Nov. 10 _ 


1,200,000 
4,600,000 
4,500,000 
1,900,000 


2,200,000 
2.950,000 
3,200,000 
1,760,000 


475,000 
830,000 
680,000 
430,000 






NOV. 10 to Nov. 17 







Nov. 26 to Dee. 1 








November average 


2,700,000 


2,700,000 


627,000 










Dee. 1 to Dec. 8 

Dec. 8 to Dec. 15 

Dec. 15 to Dec. 22 

Deo. 22 to Dec. 24 


5,400,000 
3,500,000 
1,800,000 
1,300,000 


2,860,000 

1,700,000 

720,000 

620,000 


330,000 
370,000 
190,000 
230,000 


200,000 
80,000 
60,000 
63,000 


3,400 

11,000 

3,300 

7,500 


December average 


2,100,000 


1,400,000 


310,000 


100,000 


10,000 


Dec 28 to Jan 5 


1,700,000 

1,200,000 

1,100,000 

980,000 

920,000 


1,200,000 
626,000 
880,000 
692,000 
134.000 


6W,000 
330,000 
1,250,000 
500,000 
157,000 


180,000 


32,000 


Jan. 5 to Jan. 12 

Jan. 15 to Jan. 19 

Jan. 19 to Jan. 26 

Jan. 26 to Feb. 2 




















January average 


1,100,000 


578,000 


516,000 


200,000 


25,000 


Feb. 2 to Feb. 9 

Feb. 9 to Feb. 16 

Feb. 16 to Feb. 23 

Feb. 23 to March 2 


1,200,000 
1,300,000 
2,100,000 
2,000,000 


25,600 

590,000 

790,000 

1,200,000 


395,000 
700,000 
680,000 
570,000 


'""7^600" 
22,300 

45,oao 


"""57200" 
12,300 
14,000 


February average 


1,600,000 


695,000 


560,090 


29,000 


12,000' 


March 2 to March 8^ — 

March 9 to March 16 

March 16 to March 23 

March 23 to March 30 


1,500,000 
1,700,000 
2,000,000 
2,600,000 


940i000 
1,500,000 
1,400,000 
2,300,000 


520,000 
440,000 
470,000' 
430,000 


54,000 
80,000 
52,000 
180,000 


4,400 
16,000 
16,000 
30,000 


March average 


2,000,000 


1,600,000 


460,000 


77,000 


16,000 


March 30 to April 6 

April 6 to April 13 

April IS to April 20 

April 20 to April 27 


2,760,000 










4,900,000 
2,100,000 
2,000,000 


1,100,000 
260,000 
206,000 






2,200,000 
3,600,000 


50,000 
10,000 


10,000 
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444,000 
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7,000 









114 



active larvae virhieh probably came down from the filter 
media after the bed was shut down, for a slight stream 
of water washed them into the main collector. 

A sample of the deposit upon the stones composing the 
upper few inches was analyzed similarly to the sludge 
with the following results : 



Wet Sludge. 


Dry Residue. 


Spr. 6r. 


Per Cent. 
Water. 


Volatile. 


' Fixed. 


Nitrogen. 


Fat9. 


l.U 


82.1 


40.4 


69.6 


i.e 


20 



It must be remembered that the sample included the 
bacterial jelly and large numbers of worms, which would 
increase the volatile figure. 



Fats in Sprinkling Filters. 

The amount of fat (ether soluble matter from an acidi- 
fied sampje) in the sewage applied to, and in the effluent 
from sprinkling filters is given in Table No. 40 and shown 
separately on the diagrams of the outside and lower filter 
and collectively on diagrams Nos. 25 and 29. 

From an inspection of these data it will be observed 
that at least during the period from January to the end of 
the tests (coveriag the time in which fats were deter- 
mined) the fine limestone bed (20-1), the coarse trap bed 
(20-4), and the lower filter (22) yielded on an average 
efauents markedly lower in fat content than the effluents 
from the other beds, and it is known that in "these beds 
biological action was more vigorous than in the others, 
and it, therefore, may be surmised that, although fats are 
very resistant substances, in these three beds at least the 
fats were oxidized. 

That the removal effected by the lower filter (No. 22) 
was not due to storage of the fats within the pores of the 
media is shown conclusively by the fact that although 
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the bed did not discharge as much fat as was applied to 
it, there was no evidence of stored matters when it was 
dismantled. 



Bacterial Content of Effluents of Sprinkling Filters. 

It is not to be expected of a rapid purification process 
that it will yield an eiHuent low in number of bacteria, but 
when a sprinkling filter is satisfactorily oxidizing the ap- 
plied sewage it is also effecting a considerable removal of 
bacteria. 

The effluents of the outside filters (No. 20) are not 
justly comparable with that from the lower filter (No. 
22) as their influents were quite different and the physical 
conditions of the filters very diverse. 

Considering the outside filters, it will be seen in Table 
No. 31 that on an average the removal of bacteria is di- 
rectly proportional to the depth of the filter. 

The lower sprinkling filter (No. 22) produced an 
effluent whose average bacterial content is identical with 
the fine limestone bed (20-1), although the latter was 
deeper and operated at a lower rate. 

Stability of the Effluent of Sprinkling Filters. 

The object of the sprinkling filter is to render stable 
the putrescent matters of sewage. Over long periods of 
time it ought not to remove solids, for in order that such 
a filter shall not become clogged it must unload the ac- 
cumulated matter, and thus establish an equality between 
total suspended solids in the influent and effluent. 

Also many substances nitrogenous or carbonaceous in 
their composition and therefore reported in the analyses 
under organic nitrogen or oxygen consumed; are stable, 
and not acted upon in transit through the filter, therefore, 
to preserve the permanence of the filter they should be 
thrown off. 
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the slightly clogged condition of the finer media is much 
in the lavor of the shallower and coarser bed. 

The practically perfect record of the lower sprinkling 
filter, as shown at the bottom of diagram No. 21, having 
retrograded at only two places, in November when the 
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The measure of the putrescence of sewage is its avidity 
for oxygen. An effluent which requires but little oxygen 
from the stream into which it may be discharged will con- 
tinue to improve as the stream flows on regardless of the 
stable organic matter contained in said effluent. 

For these reasons much weight should be given to the 
determination of relative stability of sprinkling filter 
effluents. 

The biological condition of the filters during different 
times of the year has been partially interpreted by the 
relative stability of the effluent at those times, but in se- 
lecting the most economical depth and range of sizes of 
stone the average and the regularity of the relative sta- 
bility must be considered. 

Examining diagrams Nos. 21 and 22 and the monthly 
averages relative stability in Table No. 30, it will be seen 
that the average figure for the 13 months' operation is 
very similar for the fine and coarse limestone, the coarse 
trap, and the slag beds (20-1, 2, 3 and 4), therefore they 
may be properly compared. The two shallow filters seem 
to be in a class by themselves and should be considered 
separately. 

Diagram No. 21 shows how the fine limestone bed 
yielded a stable effluent very soon after its start, and that 
the stability was more regular than any of the outside 
filters; the coarse trap bed produced a stable effluent in 
a time slightly in excess of this bed, and the general sim- 
ilarity of diagrams of these two filters shows that the 
oxidizing power of the seven foot bed of coarse trap was 
equal to the eight foot depth of fine limestone ; and the 
almost perfect condition of the media at the end of the 
tests in the coarser and shallower bed as compared with 
the slightly clogged condition of the finer media is much 
in the iavor of the shallower and coarser bed. 

The practically perfect record of the lower sprinkling 
filter, as shown at the bottom of diagram No. 21, having 
retrograded at only two places, in November when the 
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filter unloaded, and in January when it was clogged, is 
evidence of the efficiency of a well prepared tank liquor, 
evenly distributed over a uniform size media. 

From the fact that the ventilator was open during the 
warmer weather, which in itself would tend to secure fa- 
vorable results, and was closed during the extremely cold 
weather, which would tend to produce unfavorable con- 
ditions, thereby introducing another variable, it is mani- 
fest from an examination of the diagram No. 27 that there 
is not sufficient variation in the action of the filter under 
these two conditions to show conclusively any distinct ad- 
vantage due entirely to the use of ventilating appliances, 
although it is believed that ventilation will distinctly 
benefit and render uniform the action of the various parts 
of a percolating filter, and that its absence might tend to 
foster clogging or reduce the effectiveness of a filter in 
spots. 



The Relative Economy of Various Methods Used to Re- 
lieve Clogging of Sprinkling Filters. 

The methods used to relieve clogging in the sprinkling 
filters were : (a) resting the beds in order that the accum- 
ulated matter would dry sufficiently to desquamate and 
be washed out by the ordinary discharge from the nozzle ; 
(b) washing the filter with water from a fire hose; (c) ap- 
plying dry bleaching powder to the surface; (d) applying 
a strong solution of bleach through the nozzles; (e) con- 
tinuous disinfection of the influent. 

(a) In the warm, dry weather this method; proved suc- 
cessful at no labor cost, but during the winter it, did 
not cause the beds to unload. 

(b) In washing with a fire hose the force of the jet was 
so great that no forking over the media was necessary 
and it was found that large quantities of solids could be 
removed without injury to the biological action of the 
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filter by the use of 115,000 gallons of water per acre, and 
that about 24 hours would be required for the work. It 
would require two or three men to manage the hose. 

(e) The application of dry bleaching powder, while suc- 
cessful, was not economical, for it does not act as efficient- 
ly as the strong solution which penetrates the bed, and 
furthermore, when the influent is applied a large propor- 
tion of the available chloriue passes through the bed so 
rapidly that it is not used by the oxidizable matters. 

(d) The application of a strong solution of bleach in 
quantities of two tons per acre through the nozzles was 
accomplished in a very economical manner. It is only 
necessary to empty the contents of the drums into 
the dosing tank, stirring it until it is at least partially 
dissolved or in suspension and then apply it through the 
nozzles as an ordinary influent. 

This would require only the labor to empty the bleach 
into the dosing tank and to mix it. 

(e) The continuous disinfection of the influent main- 
tained the lower sprinkling filter in perfect condition and 
supports the claims of Dr. Rideal as mentioned heretofore. 

It would require an inexpensive apparatus for the ad- 
dition of the solution to the influent and the services of 
an attendant, the same as in any disinfection process. 

THE BACTERIAL SURFACE FILTERS. 

This battery of filters was put in service on April 6, 
1910; the screened and settled influent was applied to 
each unit of the battery at a net rate of 500,000 gallons 
per acre per day; this was accomplished by setting the 
movable orifices so that they discharged 100 cc. per 
minute into the tipping trays beneath. 

Although the volume or space occupied by each filter 
was the same, and as near as possible the size of the 
media identical, the "bacterial surface" (as described by 
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Mr. Rudolph Herring in the Engineering News of May 
6, 1909) was quite different, and constituted the only 
variable in this battery of filters. 

The physical appearance of the efHuents showed the 
effect of surface attraction — those yielded from the smooth 
marbles and gravel being very similar to the applied 
water, showing little or no adhesion ; on the other hand the 
rough porous slag and coke from the first produced a 
greatly clarified effluent. 

The rapidity of maturing of the beds having large bac- 
terial surface is shown in the following table and on dia- 
gram No. 28. 



Average Relative Stability and Nitrates in the Composite 
Weekly Samples of Effluent from the Bacterial Surface 
Filters. 



Number ol Bed. 


27-1 


27-2 


27-3 


27-4 


27-5 


Kind ol Media. 


Marbles. 


Gravel. 


Stone. 


Slag. 


Coke. 


April, 1910. 


i 


1 


i 
1 


1 


i 

t 


1 

03 


i 
t 


1 


i 

m 

i 


1 


6th to 13th- 


.41 
AO 
.45 
.58 


0.1 
0.1 
0.2 
0.2 


.49 
.63 
.57 
.76 


0.1 
1.0 
1.0 
1.0 


.60 
.52 
.78 
.89 


0.1 
1.5 
1.0 
2.0 


.69 
.79 
.81 
.89 


0.1 
1.0 
1.5 
3.0 


.69 
.69 
.83 
.90 


2.0 
4.0 
3.5 
2.5 


13th to 20th 


20th to 27th 


27th to 30th 



This experiment was too small in size and, owing to the 
necessity of shutting down the experiment station, cov- 
ered too short a period of time to justify very extensive 
conclusions being drawn, but it would appear from the 
short run with these media that other variables may have 
a governing bearing upon the general principles laid 
down in connection with the theory of bacterial surface. 
These may arise from certain constituents of the applied 
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liquor, such as fats or brewery wastes and the ease of 
•clogging from these or other causes of the various media, 
even where the interstices are of equal size. 

The ease of the slag bed (20-3) and the gravel bed 
(20-5) may be cited as instances. The smooth surface of the 
latter did not allow either the formation of an effective 
"Smutzdeeke" nor the adhesion of suspended solids, 
while the pores of the slag soon became filled and the 
rough surface covered by a thick jelly, after the forma- 
tion of which the bed became more clogged than broken 
stone beds and when unloading occurred the porosity of 
the slag prevented the clogging matters from efficiently 
being washed out. 



THE HAMBURG FILTER. 

The construction of this filter has already been ex- 
plained under "Description of the Testing Station." 

It was intended to dose it with 23 gallons of the effluent 
from sedimentation tank No. 17 every three hours or at a 
rate of one million gallons per acre per day, resting the 
filter every eighth day in order that the fine distributing 
layer might have an opportunity to dry. The history 
of this filter is very similar to the upper sprinkling filter ; 
it produced a clear, bright effluent, well nitrified and 
stable. 

But it was not possible to maintain a sufficiently high 
rate to justify extensive study of this method of dis- 
tributing sewage over a percolating filter. Its history 
briefly is as follows: On November 4th the filter was 
started; the influent during the first week of operation 
contained only 34 parts per million suspended solids (a 
very good tank liquor). The first effluent carried through 
considerable amounts of fine coke, but by the end of the 
first dose this had ceased and the effluent was clear. 

After one week of service the upper or distributing 
layer of media was so clogged with the suspended solids 



122 

and much of the colloidal matter of the influent, that 
sewage stood continuously on the surface. A day's rest 
at this time did not relieve the clogging, after which the 
bed was again started and after another week's service 
the bed was rested, and just before starting raked over. 
This only temporarily benefited the distributing layer,, 
and at the end of the third week it was rested four days, 
and the upper layer of fine coke thoroughly raked. It 
was noticed that the fine pieces of coke were imbedded 
in a gelatinous mass undoubtedly composed of suspended 
solids and "hydrosols" which had been changed to the 
"gel" condition. During the three weeks of operation 
the influent, though low in suspended solids, was turbid,, 
due to matter in a colloidal state, and the effluent clear 
and bright. 

This change must have been brought about by the re- 
tention of the finely divided matter in the distributing: 
layer of coke. 

When the filter was again put in service it was found 
that the dose would not percolate through the clogged 
distributing layer of coke in three hours, when it waa 
time to apply another 23 gallons of the influent. The 
upper three layers of fine material were carefully re- 
moved, washed, dried and screened, and replaced in lay- 
ers one inch thick instead of four inches as in the original 
construction. It must be understood that this was not. 
considered a practical method of building a filter, but 
was done to see if the fault was entirely due to the deep 
layer of fine coke. 

The same conditions developed with this construction) 
as the original and after a total test of 15 weeks, during 
which time the net rate of operation was only 640,000 
gallons per acre per day, the experiment was ended. 

Table No. 41 shows the results accomplished by this, 
filter up to December 31, 1909. 
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INTERMITTENT SAND FILTER 

The slate bed effluent being low in suspended solids, 
and already somewhat nitrified, it was thought that it 
could be finally oxidized by a shallow coarse sand filter 
at high rates, but it was found that either the applied 
liquor passed through the bed too quickly for any biologi- 
cal action upon it, or after the mechanical straining of the 
influent had sufficiently clogged the surface of the sand 
and the influent slowly percolated through the bed, that 
aeration was interfeired with. 

In the latter ease the effluent was clear and bright, but 
the bed was unable to produce this character effluent at a 
gross rate of 200,000 gallons per acre per day for more 
than a week at a time, when it would be necessary to rest 
the bed and fork over its surface, then the cycle described 
above would be repeated. 

The experiments were carried on from December 1, 
1909, to March 2, 1910. 

THE SETTLEMENT OF SPRINKLING FILTER 
EFFLUENTS. 

The suspended solids in the effluent from a mature 
sprinkling filter are different, both in appearance and 
composition, from those in crude sewage. If samples of 
each are examined it will be noticed that the solids in 
crude sewage appear to be sticky and mucilaginous, 
whereas, after having passed through and been acted 
upon in the bacteria bed, they are either granular or 
flaky. Concerning the composition of these solids: the 
suspended solids in crude sewage during August, 1909, 
were on an average 29.5 per cent, fixed or mineral mat- 
ter, and in the effluent from bed No. 20-4, 35.5 per cent, 
were fixed matter. 

In order that the final effluent as discharged into a 
river shall be uniform in amounts of these solids regard- 
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Table No. 42. 





Suspended Solids 
(Parts per Million). 




Dates. 
19Q9-1910; 


^Combined Effluents 
ol t h e Outside 
rilters. 


i 

n 


Bemarks. 




121 
71 
82 
65 
61 
52 


60 ■ 

28 

32 

32 - 

44 

24 

28 




November 29 to December 6 




December 6 to December 13 

December 13 to December 20 


Flat bottom. No 


December 20 to December 24 

December 27 to January 3— 


baffles. 


Jamiary 3 to January 4 










Average 


75 


35 










20 
21 
29 
26 
30 
45 
101 
69 
75 
65 
83 


8 ■ 
16 
22 
32 
38 
28 
42 
36 
60 
30 




January 17 to January 24 




January 24 to January 31_ 




January 31 to February 7__ 


Baffle at m i d - 
length. Up to 


February 7 to February 14 _ 


February 14 to February 21 


the middle of 
February the fil- 
ters stored 




February 28 to March 7 

March 7 to March 14 _ 


solids. 


March 14 to March 21 














Average 


51 


SO 








April 5 to April 11 


271 
180 
130 
121 


12 ■ 

40 

32 




April 18 to April 25 

April 25 to April 30 


Filters unloading. 


Average 


175 


28 
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less of the unloading of the sprinkling filters, it is usual 
to subject the filter effluent to rapid settlement. 

The settling of the combined effluents of the outside 
sprinkling filters for a nominal storage of two hours in a 
horizontal tank proved sufficient to remove a large part 
of the suspended solids and yield a uniform effluent. 

The results accomplished are given in Table No. 42. 

It will be noticed that the amount of suspended solids 
in the settled effluent during the time that the filters 
unloaded was on an average the same as when the filters 
were storing solids. The amount and quality of sludge 
produced is discussed under "sludge." 
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THE DISINFECTION OF SEWAGE. 

These studies were carried on to determine the practi- 
cability of disinfecting sewage which had only been 
freed from its larger suspended solids, and if so, to find 
the economical amount of disinfectant required. 

Others have shown that it is not practicable to disinfect 
sewage containing particles larger than 1 mm., and conse- 
quently no experiments were made upon crude force main 
sewage. 

Experiments were conducted upon sewage which had 
been subjected to three different degrees of preliminary 
treatment, i. e., fine mesh screening, sedimentation, and 
sedimentation subsequent to fine mesh screening. These 
are arranged in the order of their efficiency in removing 
suspended solids and consequently of oxidizable matter. 

The amount of calcium hypochlorite (the material used 
in all experiments) necessary to disinfect sewage is di- 
rectly proportional to the amount of oxidizable matter 
contained therein. It was expected and the experiments 
showed that the screened sewage required the largest 
quantity of disinfectant and screened and settled sewage 
the least. 

As the strength of sewage has a daily and hourly fluc- 
tuation, an amount of calcium hypochlorite adequate for 
disinfection at one time would be insufficient at times of 
greater strength, and uneconomical at times of lesser 
strength; and as disinfection to be depended upon must 
be uniform in its results, the amount added must be that 
needed to meet the maximum requirements. 

Period of Contact. 

In the large scale experiments only one period of con- 
tact was studied, namely, two hours nominal flow through 
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the tank. The actual flow through the tank was in less 
than two hours as determined by the passage of dyes. 

Results. 

The results of disinfection are shown in Table No. 43, 
in which two conditions are shown: first, such an 
amount of disinfectant added that during an epidemie 
considerable assurance would be felt that other munici- 
palities lower down the river were adequately protected ; 
secondly, such an amount added that would destroy over 
95 per cent, of the B. Coli. at a moderate cost. With 
the after effect of dilution and oxidation this would 
clearly indicate efficient disinfection from a practical 
standpoint. 

It will be seen that in the first ease 12 parts per million 
available chlorine (approximately 300 pounds of dry 
bleaching powder per million gallons of sewage) effpeted 
almost complete disinfection, there beiag residual chlorine 
present in considerable quantity after two hours. Under 
the second or ordinary condition, adequate disinfection 
was accomplished with less than one-half the amount. 

Sewage which had been passed through the fine mesh 
screen only and treated with about 150 pounds of dry. 
bleach per million gallons, or when screened and settled 
and treated with 105 pounds of bleach, was economically 
disinfected. 
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The above data are based upon experiments conducted 
in the tanks heretofore described and through which 
over 20,000 gallons of sewage flowed per day. To study 
some of the details of disinfection, laboratory experi- 
ments were carried on, using three liters of fine screened 
sewage in four-liter glass-stoppered bottles. 



LABORATORY EXPERIMENTS. 

Rate of Exhaustion. 

Fresh sewage was obtained from the intercepting sewer 
and passed through the fine mesh screen, 18 liters of 
which were equally divided among six bottles, and to 
each a different quantity of strong calcium hypochlorite 
solution added in amount required to yield the parts per 
million shown in Table No. 47 At the end of the times 
indicated in the table the bottle was agitated and a 
measured portion withdrawn for ' the determination of 
residual chlorine, also when the residual chlorine was 
exhausted, or if not, at the end of the test, 250 cc. were 
taken and as soon as the residual chlorine had been de- 
termined, an amount of sterile sodium thiosulphite, just 
sufficient to neutralize the residual chlorine added and a 
"methylene blue" sample placed ia the incubator. 

The exhaustion of the available chlorine and the rela- 
tive stability of the disinfected sewage are shown in 
diagram No. 30, wherein it will be seen that those 
oxidizable matters in the sewage capable of absorbing 
the disinfectant do so within the first hour, after that 
time the residual chlorine is very slowly reduced; also 
when the effluent is incubated by itself the disinfection 
is shown to have prevented the subsequent putrefaction 
of the screened sewage v/hen over 10 parts per million 
available chlorine were added. From this experiment it 
would seem the work accomplished by the disinfectant 
was done quickly, at least within the first hour. 
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Table No. 47. 

Chlorine Absorption When Constant Volumes of Sewage 
are Treated With Different Quantities of Hypochlorite 
of Lime Solution for Different Lengths of Time. Vol- 
ume Treated, 3,000 cc. Screened Sewage. March 2Jt, 
1910. 
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Diffusion of Calcium Hypochlorite Solution. 

The efficiency of disinfection depends somewhat upon 
every portion of the sewage coining in contact with the 
disinfectant, and this in turn involves the diffusion of the 
solution with the sewage. To determine this many indi- 
cators were experimented with, among which may be 
mentioned cochineal, erythosin, indigo, laemoid, methyl- 
orange, eosine, litmus, methyline blue, phenolphthaleih, 
and rosolic acid. 

Of these, indigo was chosen as the most sensitive indi- 
cator of the presence of calcium hypochlorite, being 
quickly decolorized by faint traces of the hypochlorite 
solution. 
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Four-liter bottles containing 3000 cc. of distilled water 
faintly colored with indigo solution were first used. A 
1 per cent, bleach solution was carefully added at the 
surface from a pipette having a large orifice in order to 
avoid the formation of a current. The diffusion of the 
calcium hypochlorite could be plainly noted by the de- 
coloration of the indicator. 

It showed that the solution very rapidly passed through 
the upper portion of the water and sunk to the bottom, 
diffusion being entirely from that part upward and was 
accomplished very slowly, the surface of the water in 
some cases remaining blue for an hour. 

As these phenomena might have been caused by the 
difference in specific gravity of the liquids used, they 
were repeated, using clear, settled sewage instead of dis- 
tilled water. The same results were obtained. 

As a check upon these observations 3,000 cc. of screened 
sewage were taken and a sufficient quantity of the 1 per 
cent, calcium hypochlorite solution added to produce six 
parts per million available chlorine ; after ten minutes 100 
cc. were pipetted one-half inch below the surface, and 
another 100 cc. one-half inch above the bottom; exactly 
one-half of each was examined for residual chlorine, and 
then the other half neutralized with sterile sodium thio- 
sulphite and plated. The results are shown in Table No. 
49, where it will be seen that the residual chlorine and 
tne reduction of bacteria were found to be the greater 
at the bottom of the bottle. 

As a result of these two tests it is indicated that a 1 
per cent, solution of hypochlorite of calcium would pass 
rapidly through the upper part of a stream of sewage, in- 
adequately disinfecting it, and that diffusion from the 
bottom would not be rapid; consequently the mechanical 
mixture of the solution with the sewage should increase 
the efficiency of disinfection. 
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Table 'No. 49. 



Melaiion Between Disinfection at the Top and Bottom of 
the Sewage When Allowed to Remain Quiescent in the. 
Bottle. Volume 8,000 C. C. 
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NOTE.— Oxygen consumed— 30 minutes on water bath at 100 degrees O. 

All numbers of bacteria converted to a uniform basis of 1,000,000 initial 
bacteria per c. c. 



Quiescent and Agitated Samples. 

Before describing these experiments, two matters must 
be stated — the sample of sewage used for the quiescent 
test proved to be unusually strong, as may be seen by 
comparing its high values for suspended solids and oxy- 
gen consumed with the other samples; also this test was 
conducted prior to the experiments to show diffusion 
■and in taking samples for plating they were removed 
near the surface. Both of these facts would decrease the 
value of the comparison. 

There is shown in Tables No. 48 and 50, and on diagram 
No. 30 the detailed results of the disinfection of screened, 
fresh sewage, with varying amounts of available chlorine. 
The markedly higher removal of bacteria when the bottle 
vras agitated before sampling over the quiescent condition 
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led to further study oi the matter. In Table No. 51 ia 
shown the result of adding equal quantities of calcium 
hypochlorite solution to two bottles containing the same 
quantity of screened fresh sewage and allowing one to re- 
main quiescent, while the other was agitated before sam- 
pling. As a compromise position the quiescent sample 
was withdrawn at mid depth. The absence of residual 
chlorine in the quiescent sample is due to lack of diffusion. 
The agitation produced much better results, so that it 
would seem that a smaller amount of disinfectant thor- 
oughly mixed with the sewage would accomplish the same 
results as a larger quantity not properly mixed. 

To determine this only one-fourth as much available 
chlorine was added to the agitated sample and in Table 
No. 52 it will be seen that this was too great a reduction 
in the amount of disinfectant. 

The test was repeated, using one-third as much solution 
for the agitated as the quiescent and from results shown 
in table No. 53 it will be seen that the agitated sample 
was adequately disinfected with a very small quantity of 
disinfectant, although not as efficiently as in the case of 
the three times larger quantity. 

Conclusions. 

As a result of all the tests upon disinfection, it may be 
said that fresh sewage from which particles larger than 
1 mm. have been removed, either by fine mesh screening 
or by sedimentation, can be disinfected by means of cal- 
cium hypochlorite with the quantities given, and that if 
the complete mixture of the disinfectant with the sewage 
be accomplished by mechanical means rather than rely- 
ing on diffusion, a much smaller amount need be used. 
The above described experiments and the observations of 
others indicate that the action of calcium hypochlorite is 
very rapid. It is therefore probable, although no con- 
firming tests were made, that long contact with the diain- 
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fectant in a tank is unnecessary providing mechanical agi- 
tation of the sewage is used to cause complete mixture. 
This would greatly reduce the cost of land and tank con- 
struction for a large disposal works, where disinfection 
is found necessary. 



DISINFECTED SEWAGE COMPARED WITH THE 
EFFLUENT FROM OXYDIZING PROCESSES. 

On March 23, 1910, screened sewage was being disin- 
fected with 6.9 parts per million available chlorine; an- 
alysis showed that there was no residual chlorine present 
in the effluent, and the disinfectant had destroyed 97.1% 
of the bacteria. A sample of the effluent was added to 
tap water to make nine dilutions, ranging from one part 
effluent to two parts tap water up to one to ten. These 
were incubated at 20° C. with methylene blue, and were 
still stable at the end of ten days (except the one to two 
dilution) . 

During April the relative stability of the screened and 
disinfected sewage was determined the same as the ef- 
fluents from sprinkling filters, and the comparative data 
is shown in the following table : 

Average Relative StaUlity During April, 1910. 

(Sunday samples excluded.) 

Relative 
Screened and disinfected sewage : stability. 

Undiluted *^ 

Diluted with eqiial column of tap water 34 

EfBuents of sprinkling filters operated at SVg million gallons 
per acre per day: 

No. 30-4, 7 ft. of 1-in. to 3-in. trap 64 

No. 20-5, 4 ft. of Vg-in. to 3-in. trap 2S 

From this comparison it is seen that screened and dis- 
infected sewage was more stable than a poor sprinkling 
filter effluent, although not equal to that from an efficient 
one. 
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It was discussed, but not determined, whether this 
result was accomplished by the chemical oxidation by 
the calcium hypochlorite of the putrescent matter; or by 
the retarding of putrefaction by the disinfecting action of 
the bleach until the oxidation of the pulresible matter 
was brought about biologically. 

Funds were insufficient to carry on these experiments 
further, and on account of their small scale and short 
duration they must be considered unfinished. 

But the fact remains that there were changes outside 
of the disinfection which invited further investigation. 
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THE PURIFICATION OF SEWAGE BY DILUTION. 
Applicability of the Process. 

The Oxidation of Sewai^e. 

If fresh sewage is allowed to stand, the unstable or- 
ganic matters contained therein rapidly exhaust the dis- 
solved oxygen present in the water, anaerobic conditions 
develop, and the subsequent putrefaction produces bad 
odors and usually black deposits. This foul condition 
is prevented by the continual presence of oxygen or 
aerobic treatment. The oxidation to a stable condition 
of the putrescible matters in sewage can be accomplished 
by means of artificially constructed bacteria beds, but this 
is at a large expense for purchase of land, construction, 
costs, and the constant maintenance charges. 

Natural bodies of water contain bacteria (such as B. 
racemosus, nitrosomonas and nitrobacter) required to 
convert organic nitrogen into nitrates through the steps 
of free ammonia and nitrites ; and also the necessary oxy- 
gen to maintain these chemical changes to a certain ex- 
tent. "Water has the property of absorbing oxygen from 
the air, the rate and amount of which is dependent upon 
the temperature and barometric pressure. The rate of 
absorption, according to Dibdin, is shown in diagram No. 
31 and the valuable work of Dr. Adeney, published in the 
VI Appendix of the Fifth Report of the Royal Commission 
on Sewage Disposal of England, shows that the absorp- 
tion and rapid diffusion of the atmospheric oxygen by 
water replenishes the dissolved oxygen, as it is used in 
the oxidation of putrescent organic matter by the bac- 
teria. 

10 
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The similarity of biological methods and results accom- 
plished in bacteria beds and in a river are therefore evi- 
dent, and the economy of the latter proposition makes its 
serious study important. 

The purification of water to a potable condition has 
been developed to such an extent that it is now possible to 
render water so polluted that it could almost be classed 
as a very dilute sewage into a water which, although 
analysis shows the presence of more ammonia and chlor- 
ine than standards of potable water require, their pres- 
ence are not, per se, detrimental to health, and the bac- 
teria in the final effluent in such cases ranges from 1 to 55 
per cc. 

While this condition may be dismissed from considera- 
tion, it may, however, be well to consider the establish- 
ment of an economical balance between the amount of 
purification of the sewage discharged into a large river, 
and the load placed upon the water purification plants of 
cities using that river for their water supply. 

This natural method of sewage purification should not 
be condemned and set aside as unsanitary without the 
most careful inquiry and experiments, for the great cost 
of purifying the sewage of a large city is such that it is 
necessary to utilize every natural method of sewage puri^ 
fication as far as possible without endangering the public 
health. 

Limits of EfTective Dilution. 

The difference between offensive and inoffensive pollu- 
tion of a water course is to a large extent caused by the 
absence or presence of dissolved oxygen therein; for as 
long as aerobic conditions are maintained the breaking 
down of complex organic bodies by bacteria will be ac- 
complished inoffensively. 

On the other hand, when oxidizable matters are added 
in such quantities that the oxygen of the water is ex- 



§ 



s 















z o 

6 ii 

7 Id z S 7 












































































\ 












XGRAM 1 

SHOWING THI 

OF ABSORPTIO 

:R OF OXYBEN AC 

W J. DIBDEI 




\ 














\ 














\ 


I 














\ 














\ 












J5 ^f^ 

7 2 < 






> 


\ 










O kI 








\ 




















\ 


V 






















\ 




























V 


































\ 










































\ 








































... , ^ 


\ 










































N 


N, 












































■^ 










































_^ 


" ' 


— 






— , 







i § 



o 

CO 






e 

U5 



^ 



e 
to 



g 



NOIiLVUnJVB WIVIMKMad 



117 

hausted, the anaerobic bacteria become active, and the 
unstable organic matter putrefies, producing the foul 
odors and unsightly appearance to be seen when a small 
stream is the carrier of a town's unpurified sewage. 

The amount of sewage water produced per capita va- 
ries between wide limits in different cities, but the actual 
amount of polluting material produced per capita is quite 
uniform. The relation between stream flow and popula- 
tion contributing polluting matter is therefore a more 
satisfactory method of considering the subject of dilution 
than the ratio between stream flow and sewage. Sani- 
tary engineers have definitely agreed upon the critical 
point separating offensive from inoffensive dilution. The 
limits are shown in the following table : 

Cubic feet per second per 1,000 
people contributing. 
Authority Offensive Inoffensive. 

R. Hering, 1887 Less than 2^ more than 7 

P. P. Stearns, 1890 Less than 2 more than 8-f 

X. H. Goodnough, 1903 Less than 3^ more than 6 

The most notable example of the purification of crude 
sewage of a large inland city by the natural process of 
dilution is the Chicago Drainage Canal, where the amount 
of dilution required by law is three and one-third cubic 
feet per second of lake water added to the sewage of each 
1,000 persons ; and the success of the method is shown in 
the many thorough examinations by engmeers, chemists 
and bacteriologists of the water of the canal. 

Practicability of Purification by Dilution. 

The practicability of purifying crude sewage by dilu- 
tion having been established, it became desirable to in- 
crease the rate of purification by some preliminary treat- 
ment. 
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The solids contained in crude sewage are of variable 
size and characteristics. A portion consists of large, 
buoyant bodies, which would remain upon the surface of 
a river until washed ashore; others are more nearly of 
the specific gravity of water and when the velocity is 
reduced will settle to the bottom; still finer particles 
exist and are not capable of sedimentation, finally there 
are the solids in true solution. It must also be remem- 
bered that all of this solid matter is not organic nor putre- 
factive. Part is inorganic and a portion of the organic 
matter is in a stable condition. 

The dissolved matters are most easily acted upon by 
bacteria. The ease with which purification is effected 
increases as the sizes of the solids decrease. Mr. Emil 
Kuichling in his Report on Disposal of the Sewage of 
Rochester, 1907, states that double the dilution is required 
by the "suspended solids" as by the "dissolved matters." 

If, therefore, the suspended solids, or even part of 
them, are removed before the sewage is dischargd into a 
river, the amount of such treated sewage that can be 
added without producing an offensive condition would 
be much greater than of crude sewage. 

But the mere settling of sewage prior to its purification 
by dilution does not sufficiently remove bacteria to in- 
sure the safe use of the river for water supply. It has 
previously been shown that fresh settled sewage can be 
disinfected and thus eliminate that danger. 

It was therefore desirable to determine by a large size 
experiment the maximum proportion in which fresh 
sewage could be purified inoffensively by dilution. 

The dilution tank No. 50, heretofore described, was 
therefore operated, using sewage in the first experiments 
(funds were exhausted before the completion of the orig- 
inal program of experiments), from which, by preliminary 
treatment, the suspended solids, at least larger than 
1 mm., had been removed by fine mesh screening or 
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sedimentation, and a substantial destruction of patho- 
genic bacteria by the use of calcium hypochlorite had 
been accomplished. 



Criterion. 

It was not expected that after the addition of the 
screened and disinfected sewage to the river water flow- 
ing through the dilution tank, that its chemical or bac- 
teriological analysis would indicate a potable water, and 
a special standard was, therefore, required to determine 
the condition of the water after the addition of the pol- 
luting sewage. The criterion adopted was that, although 
not potable, the water should continue to improve chemi- 
cally and bacterially (as relating to pathogenic germs) ; 
that the dissolved oxygen should not be depleted below 
50 per cent, saturation, the limit set by the English 
Royal Commission for major fish life; that it should al- 
ways be stable as indicated by the methylene blue test, 
and inoffensive to sight and smell. 

This criterion was in accordance with the definition of 
a perfect effluent as proposed by Mr. J. D. "Watson, Engi- 
neer of the Birmingham, etc.. Drainage Board. "A per- 
fect effluent is not an ideal one ; the ideal is to obtain by 
natural means an effluent which will not putrefy, and 
which will continue to improve when it is discharged into 
a stream." 



RESULTS OF EXPERIMENTS IN THE DILUTIOK 
TANK WITH DISINFECTED SEWAGE. 

Preliminary Statement. 

Before discussing the data obtained from the dilution 
tank, certain conditions of operation must be explained. 
First, during the warm weather, when studies would 
have been of the greatest value, the Schuylkill river was 



150 

at such a low stage, due to an unprecedented drought, 
that it was impossible (with the existing pipe lines) to 
pump river water to the testing station, and it was not 
until September, 1909, that the experiments could be sat- 
isfactorily commenced. Second, the disinfection tanks 
were situated at such a distance from the dilution tank 
that detrimental chemical and bacteriological changes 
probably occurred in the sewage during transit from the 
disinfection tank to the dilution tank. Third, the suction 
of the pump which forced the river water to the testing 
station was located in. a 48-inch pipe extending into the 
river. As the amount of water used per day in the di- 
lution tank was a small part of the contents of this pipe, 
sedimentation occurred therein and consequently the bac- 
terial content of the river water used in the tests was 
lower than that observed by the Bureau of Water at Bel- 
mont intake. Fourth, in examining samples of water for 
B. Coli. the Jackson presumptive test was used and num- 
bers reported as the reciprocal of the highest dilution 
yielding gas. Had confirmatory tests been carried on, it 
is reasonable to expect that the numbers shown would 
have been materially reduced. Fifth, prior to February, 
1910, the samples of the effluent which were kept for two 
weeks were stored in the laboratory at about 20° C. ; sub- 
sequent to that date they were hung in the tank and, 
therefore, at the same temperature as the water. 

History of the Experiment. 

The details of operation of the dilution tank are shown 
in diagram No. 32 and the average chemical analysis for 
periods in Table No. 54. 

For most of November the ratio was 1 to 30, and ac- 
cording to the standard set purification was affected, indi- 
cated by the formation of nitrates, no exhaustion of dis- 
solved oxygen, and the decrease in B. Coli. 

During the first part of December the highest dilution 
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(1 to 40) was in progress; the effect upon the water 
was not very great and the purification of the sewage 
accomplished. The number of bacteria in the effluent of 
the tank being but slightly higher than in the river water 
as used and only one-fourth as many as in the river water 
at Belmont Intake (as reported by the Bureau of Water) 
with this dilution (1 to 40), the presumptive test showed 
only one-half as many gas formers in the effluent of the 
tank as in the applied river water. 

From the middle of January to the middle of March, 
1910, the operation of the dilution tank, judged by the 
standard heretofore described, was successful. The water 
continued to improve in quality as it grew older, and 
the bacterial content of the effluent was lower than the 
influent and markedly lower than the raw river water 
at Belmont Intake as reported by the Bureau of Water 
for similar periods; the amount of dissolved oxygen in 
the effluent was but slightly lower than in the raw river 
water. During this period the dilution was at the rate of 
1 to 20, 1 to 15, and 1 to 10, as may be seen in detail in 
Table No. 54 and on diagram No. 32. 

Beginning in the middle of March and until the end of 
the experiments on April 30, 1910, the ratio of disinfected 
screened sewage to river water was made 1 to 7 and the 
results, as expected, were not as favorable as previously. 
On the diagram the higher amounts of nitrogen as albu- 
minoid ammonia, free ammonia and nitrites, .the lower 
amounts of nitrates, the high bacterial content of the 
water, and the heavy reduction of dissolved oxygen dur- 
ing the period all show that the limit of efficient purifi- 
cation by dilution had been passed. However, this con- 
dition was not in any sense offensive pollution. 

During the entire experiment there was never the 
slightest evidence of offensive pollution to sight or smell ; 
the effluent was of higher turbidity than a potable water, 
but the preliminary treatment of the sewage used had 
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removed all solids of such size as to be visible to the eye. 
Every day samples of the influent and effluent ends of the 
tank were incubated at 20° C. with methylene blue, and 
with no exception retained their original bright color for 
at least 10 days, after which time they were removed 
from the incubator. 

It can, therefore, be safely said that at no time was 
the tank in putrefactive state, even when it was one- 
seventh sewage. 

During March the sewage added to the tank was sam- 
pled at the same time the water samples were taken and 
the "pounds" of various constituents added to the tank 
may be seen in Table No. 55. 

Analyses of the Schuylkill river water collected at Bel- 
mont Intake (up stream from the Spring Garden Pump- 
ing Station), made by Dr. Geo. Edw. Thomas, Chemist, 
Belmont Laboratory, Bureau of Water, are shown in Table 
No. 56, with the kind permission of Mr. Fred C Dunlap, 
Chief Engineer, Bureau of "Water. 



Conclusions on Dilution of Disinfected Sewage. 

Plaving in mind the conditions set forth in the intro- 
ductory remarks on dilution, and using the standard de- 
termined upon, the experiments above described showed 
that if fresh, crude sewage was passed through a fine 
mesh screen to remove its larger solids or satisfactorily 
settled, and then disinfected with 6 parts per million 
available chlorine and was added to river water in 
amounts up to one-tenth of the volume of the river water,, 
its purification was accomplished without offense to 
sight or smell and the depletion of the dissolved oxy- 
gen of the river water was not carried below 50 per cent, 
saturation. 

The cost per annum of the disinfecting material alone 
for thus treating only one million gallons of sewage per 
day would be approximately $910. 
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Owing to a lack of funds the experiments on dilution 
■were not completed. 

It is the purpose to extend the experiments so as to de- 
termine the amount of dilution necessary for the treat- 
ment without disinfection of raw, screened or settled sew- 
age. 
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SLUDGE. 



IMPORTANCE OF STUDIES, 

In the operation of a sewage disposal works, the liquid 
portion of the sewage can be handled in an inoffensive 
and economical manner, being ultimately disposed of by 
discharge into a natural water course. One of the most 
important reasons for constructing these works is to keep 
the solid portion, which is mechanically removed by 
screening or sedimentation, out of the water course. The 
sludge obtained is a dark, generally foul mass, very 
watery in composition, and consequently bulky. The 
proper handling to insure in an economic manner its sani- 
tary disposal has been a problem worthy of much study. 

There are two conditions of sludge which are of the 
greatest importance in investigations: 

First, the percentage moisture. A cubic yard of sludge 
(Sp. Gr. 1.02) would weigh 1,720 pounds if the moisture 
amounted to 90 per cent. ; then 10 per cent, of the weight 
of the wet mass, or 172 pounds, would be dry residue ; if 
the moisture amounted to 95 per cent., then only 5 per 
cent, of the weight of the wet mass, or 86 pounds, would 
be dry residue, only one-half the amount in 90 per cent, 
moisture sludge. 

Therefore, when a certain amount of dry residue is set- 
tled from sewage the bulk of the resulting sludge is de- 
termined by the percentage moisture thereof, and as the 
volume of the wet mass increases very rapidly with slight 
increase of "percentage moisture above 90 per cent., any 
design of tank or process which will yield a sludge low 
in moisture is an advance. 

Secondly, the offensive odor of sludge. This is caused 
by the putrefaction under anaerobic condition of the or- 
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ganie compounds. Freshly deposited or thoroughly di- 
gested sludge is not offensive, but as ordinarily removed 
from sedimentation basins and run into lagoons to dry, 
whereby a large area is exposed to the air, the emanation 
may be offensive. Therefore the determination of such a 
process as will produce inodorous sludge is of equal im- 
portance to the low moisture feature. 



Table No. 59. 
Average Analyses of Sludge. 





Wet Sludge. 


Per Cent, ol Dry Residue. 


Source ol Sludge. 


1 

o 

*S 

s, 


to 

1 
3 

^ 

I 


s 

o 
!> 






i 


Sedimentation ol screened sewage 
in Tank No. 12 — 

Horizontal flow. 


1.036 


90. 


49. 


51. 


1.3 


8.1 


Sedimentation of crude sewage in 
Tank No. 13 

Horizontal flow. 


1.053 


86.1 


48. 


B2. 


1.4 


7.4 


Sedimentation ol crade sewage in 
Tank No. 17 

Horizontal flow. 


1.043 


87.7 


BO. 


60. 


1.3 


7.2 


Sedimentation of crude sewage in 
the Emscher Tank 

Vertical sedimentation. 


1.085 


82.5 


38. 


62. 


1.2 


6.S 


Sedimentation of the effluent ol the 
outside sprinkling fllters _ 


1.031 


91.5 


46.5 


53.5 


1.8 


6.4 


Horizontal flow. 
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AMOUNT OF SLUDGE PRODUCED. 
Horizontal Flow in Sedimentation Tanks. 

The amount of sludge found in the testing station tanks 
at the end of a run did not follow any definite law, so 
that it was not possible to derive a formula whereby, 
knowing the suspended solids in the influent and percent- 
age removal, the number of cubic yards of wet sludge 
prodaced could be anticipated. This may have been due 
to the large percentage of trade wastes in the sewage 
used. 

Considering average figures, it was found that in a hori- 
zontal flow sedimentation tank (No. 13) with sloping bot- 
tom toward the inlet end, baffle and scum board at mid 
length, and operated at from three and one-half to six 
hours storage, 4£!l„ ciab,ic.„£a£dS-J[)f sludge, 86.1 per cent, 
moisture, were deposited from each million gallons of 
crude sewage settled. 

In a horizontal flow sedimentation tank with level bot- 
tom (No. 17), divided into three compartments by baffles 
and scum boards, and operated at from four to ten hours 
storage with crude sewage, G^Sl^eubie yards of sludge, 
87.7 per cent, moisture, per million gallons was deposited. 

"When the fine mesh screened sewage was settled in 
sedimentation tank (No. 12) having a sloping bottom, 
baffle and scum board at mid length and operated at from 
three and one-half to six hours storage, 4.65 cubic yards 
of sludge, 90 per cent, moisture, were deposited per mil- 
lion gallons of sewage. 

Vertical Flow in an Emscher Tank. 

The sludge formed in the sedimentation chamber of the 
Emscher tank falls into the sludge chamber, where diges- 
tion and condensation materially reduced the bulk of. 
sludge produced. Based upon the last run in the Em- 
11 
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scher tank, it would appear that sludge was withdrawn 
at the rate of 0.9 cubic yards of sludge, 82.6 per cent. 
moisture, per million gallons sewage. 

Slate Beds. 

Based upon loss of capacity of the slate bed during the 
second experiment, the deposit upon the surface of the 
slates amounted to 1.17 cubic yards of about 54 per cent, 
moisture per million gallons crude sewage treated in the 
bed. 

Settlement of Sprinkling Filter Effluents. 

Microscopical examination of the applied sewage and 
the effluent from a mature sprinkling filter revealed the 
<;ause of the marked change in appearance of the sus- 
pended matter. In crude sewage the suspended solids 
are mostly structural, that is, the meat fibres, hair, bits 
of vegetables, etc., are determiaable by their appearance, 
and their organic origin is further indicated by the mu- 
cilagenous appearance. On the other hand, most of the 
solids in the effluent were amorphous and appeared 
friable, having lost their sticky nature, the most notice- 
able variation being the presence of worms and worm 
casts. This is probably the reason that the suspended 
matter in the effluent from a sprinkling filter is more 
amenable to sedimentation than that in unpurified 
sewage, and it naturally follows that, regardless of the 
amount present in the influent to such a settling basin, 
the effluent from the settling basin will be uniform in 
character. Therefore, the quantity of sludge deposited 
depends almost entirely upon the settling solids in the 
influent of the settling basin. During a time when the 
filters are storing, the amount of sludge deposited in 
the settling basins from a million gallons would be 
small and when the filters unload large. 

Under the first condition the effluent from the outside 
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sprinkling filters in passage through a plain settling 
basin deposited sludge, 90.2 per cent, moisture, at the rate 
of 2.2 cubic yards per million gallons settled, and under 
the second, when the filters are unloading, 5.3 cubic yards, 
91.5 per cent, moisture. 

PERCENTAGE MOISTURE. 

Horizontal Flow in Sedimentation Tanks. 

The average figure for moisture in the sludge deposited 
from crude sewage iu sedimentation tank No. 13, with 
sloping bottom and baffle at mid length, was 86.1 per 
cent., and in tank No. 17, level bottom, 2 baffles and scum 
boards, it was 87.7 per cent. Usually sludge from sedi- 
mentation basius in which septic action is not permitted 
to develop contains about 90 per cent, moisture; the 
lower figure obtained in these tests is parallel to the ob- 
servations on sedimentation conducted at Cologne, iiev- 
many, where it was found that a ten-fold increase ia the 
velocity of the sewage during sedimentation produced a 
smaller quantity of dried sludge ; containing, however, al- 
most the same quantity of dry residue as at the low 
velocity. 

When the sewage was passed through a fine mesh 
screen prior to sedimentation, the sludge produced was 
much thinner than from crude sewage, averaging 90 
per cent, moisture. 

Vertical Flow in an Emscher Tank. 

The sludge withdrawn from the Emscher tank was 
lower in moisture than that from any other sedimentation 
process, averaging 82.6 per cent., the minimum figure 
being 75 per cent. It must be remebered that the amount 
of sludge withdrawn at one time was but a small part of 
the contents of the sludge chamber, and coming from the 
apex of the conical bottom had the lowest percentage 
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moisture. If the supernatant liquor in the Emscher tank 
had been withdrawn, as in horizontal flow tanks, the per- 
centage moisture in the entire mass of sludge would have 
been much higher, for samples of the sludge taken at 
different depths in the tank showed a gradation from 
thin, watery sludge at the surface to the thick, concen- 
trated sludge in the bottom. It is reasonable to suppose 
that in a practical tank, say 30 feet deep, the digestion 
and concentration would be more effective and the sludge 
as withdrawn would not exceed 75 per cent, moisture, 
■ which figure is confirmed by the results obtained from 
installations of these tanks in the Emscher district. 

Slate Bed. 

The deposit on the slates resembled mud in its consist- 
ency and the average of three examinations is 54.4 per 
cent, moisture. This deposit would not flow like sludge, 
but required to be scraped off the slates to obtain a sample. 



COMPOSITION OF THE DRY RESIDUE. 

Horizontal Flow in Sedimentation Tanks. 

There is shown in Table No. 59 and on diagram No. 33 
the average composition of various sludges. It will be 
seen that the dry residue deposited in the three horizontal 
flow tanks was similar in composition, slightly less than 
one-half being volatile or organic, only 1.3 per cent, being 
nitrogen and between 7 and 8 per cent. fat. 

Vertical Flow in an Emscher Tank. 

After the Emscher tank became mature, the fermenta- 
tion of the sludge was almost constantly evidenced by 
the "boiling" of the ventilating funnel. The gas pro- 
duced was perfectly inodorous and inflammable; it is 
said to be mostly methane or marsh gas. Daily observa- 
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tion made of the condition in the sludge chamber would 
indicate that the sludge contained therein is in an agi- 
tated condition. An examination of the lower part of 
diagram No. 9 will show how the sludge expanded 
and contracted. In addition to the automatic movements, 
the sludge was disturbed and violently agitated each time 
a portion was withdrawn, as evidenced by the excessive 
ebullition of gas through the ventilating opening at that 
time. 

The digestion of the organic portion of the dry residue 
is shown by the fact that in average Emscher sludge 38 
per cent, of the dry residue was volatile; while from 
sedimentation tanks in which the sludge was withdrawn 
before septic action had developed 50 per cent, was 
volatile. 

Slate Bed. 

The aerobic treatment of the sludge deposited in the 
slate bed produced a deposit of which less than 12 per 
cent, of the dry residue was volatile or organic, the nitro- 
gen only amounted to 0.35 per cent of the dry residue and 
fats to 0.55 per cent. As the deposit contaiaed innu- 
merable worms, part of the above figures must be attrib- 
uted to the living organic matter. 

To show the change occurring in the solids when de- 
posited in the slate bed, on October 21, 1909, four layers 
of slates were carefully removed and a sample of the 
surface of the deposit upon the fifth slate taken. Another 
portion of the deposit exclusive of the surface was taken. 
The result of the analysis is shown in Table No. 60. 
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Table No. 60. 
Deposit on the Slates. 





Wet Sludge. 


Per Cent, of the Dry 
Besidue That Is— 


Source. 


Pi 
CO 


OS 


i 


i 


i 

o 

1 


3 

as 
1^ 


Top ol deposit 


1.28 
1.40 


50.4 
49.9 


30.9 
8.6 


69.1 
91.4 


0.4 
0.3 


O.D 


Mass of deposit 


0.2 







Founds of Various Constituents in One Cubic Yard of the Deposit. 





1. 

•Si 




t4 
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Source. 


4.(« 
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1^ 










■as 
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s 

1 

o 


■2 


1 
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Top of deposit— 


2,160 


1,070 


330 


740 


4.28 


9.63 


Mass of deposit 


2,360 


1,180 


100 


1,080 


3.54 


2.36 



CONDITION OF THE SLUDGE. 

Horizontal Flow in Sedimentation Tanks. 

The sludges deposited in sedimentation tanks No. 13 
(sloping bottom) and 17 (level bottom) from crude 
sewage were similar in appearance. Not having been 
allowed to septicize, the resistant suspended matters were 
found in their original state, and in pumping out the wet 
mass trouble was caused by wool fibres clogging the 
diaphragm pump. The sludge from tank No. 12, in which 
fine mesh-screened sewage was settled, was a uniform, 
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homogeneous mass containing no particle larger than 1 
mm. It flowed freely, whereas that from tanks No. 13 
and No. 17, which contained wool, hops and other sub- 
stances, was more sluggish. 

When the supernatant liquor was withdrawn from 
these tanks and the sludge deposit disturbed, the ventila- 
tion of the building was insufficient to carry away the 
odors, which at such times were offensive, and it is but 
reasonable to expect that in large installations of similar 
tanks odors may be expected. 

Vertical Flow in an Emscher Tank. 

The condition of the sludge as withdrawn from the 
Emscher tank was different from any other. Although 
crude sewage was settled in this tank, the fermentation 
in the sludge chamber had broken down even resistant 
bodies and the resultant sludge was fine, granular, and 
homogeneous ; considering its dryness, it flowed freely and 
did not have an offensive odor. When withdrawn from 
the sludge outlet the odor was decidedly "tarry," and 
after a few days the dried mass was inodorous. It is re- 
ported by sanitary experts who inspected installations of 
these tanks in Germany that the sludge as withdrawn and 
discharged upon sludge beds is entirely inoffensive, thus 
confirming on a large scale the observations made at the 
testing station. 

Another marked peculiarity of this sludge was the gas 
(probably methane or marsh gas) contained in it. As the 
sludge laid in the bottom of the tank it was under pres- 
sure due to the hydrostatic head; when withdrawn from 
the sludge outlet the gas expanded to form bubbles, so 
that the mass, after standing a few hours, resembled "ris- 
ing" bread dough in consistency. This is a great advan- 
tage, as it facilitates the drying of the mass. 

When examined microscopically fresh Emscher sludge 
appeared to be composed of granular, structureless 
masses, indicating the complete digestion of the solids. 
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Slate Bed. 



The deposit upon the slates was an inodorous mud, even 
gritty when rubbed between the fingers, and microscopic 
examination revealed large amounts of sandy matter. 
When heated in a dish to obtain the dry residue, the 
worms came to the surface and their activity showed the 
aptness of the term "living earth." 



FORMATION OP SCUM. 

Horizontal Plow in Sedimentation Tanks (Crude Sewage) 

When the crude sewage was settled in horizontal flow 
tanks without scum boards, the formation of scum was 
irregular. At times it would form in patches and after 
moving about finally disappeared. 

After the introduction of baffles and scum boards in 
such tanks, the formation of scum at the inlet end of the 
tank always commenced soon after the tank was put in 
service, and by the end of the run had attained serious 
thickness, being tough and tenacious, and covered with 
a leathery, impervious skin upon which, in several cases,, 
small plants began to grow. 

Composition. 

Analyses of typical scum is shown in Table No. 61. The 
high specific gravity seems inconsistent with a floating 
mass, but it is held up by entrained gas bubbles which 
are liberated in sampling. 

The scum was much more organic in composition than 
sludge, as may be seen in the diagram No. 83. 

Condition. 

When the scum was removed from a tank prior to 
sludging the same, the entrained gas was liberated, and 
caused much offense, due to its foul odor. 
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Table No. 61. 
Analyses of Scum. 





Source 

Influent Crude 
Sewage. 


Wet Sludge. 


Dry Residue. 


Date. 


t>- M i=i 

« E3 rl 

03 


o 

i 

o 


Percentage. 




OS 
1 


•a 
1 


i 
g 


03 


December 21, 1909. 

March 10, 1910. 

May 3, 1910 

January 6, 1910 

March 11, 1910 

May 2, 1910 

March 21, 1910 


L Sedimentation . 
Basin Number 13. 

Sedimentation 
. Basin Number 17. , 

First 
J Compartment. 

/ Emscher Tant 1 
I Number 19. J 


1.07 
1.05 

1.05 
1.04 

1.05 


81.9 
81.8 
79.4 
85.2 
83.7 
78.8 
87.2 


B5.6 
65.9 
59.7 
66.4 
65.4 
57.4 
61.8 


44.4 
34.1 
40.3 
43.6 
34.6 
42.6 
38.2 


2.2 
1.4 
1.6 
1.7 
1.9 
1.3 
1.9 


14.3 
18.6 
7.7 
8.0 
21.7 
10.0 
14.3- 






1.05 


82.5 


60.5 


39.5 


1.7 


13.5 









The solids forming the scum remained in their original 
rstruetural condition, the entire mass being bonded to- 
gether by the wool fibres. 



Horizontal Flow Tanks Using Screened Sewage. 

On tank No. 12, the influent of which was fine mesh 
screened sewage, a scum such as is described above never 

formed. 

Probably due to the violent agitation of the sewage in 
the screen, a frothy material was generally present on the 
inlet end of the tank. It never formed a layer of more 
than two inches in thickness and ought not to exist on an 
.actual installation. 
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Vertical Flow Sedimentation Tank. 

During the early operation of the Emseher tank no 
Bcura formed upon its surface, but later, as on all the 
crude sewage tanks, a thick scum formed on the area 
inside the baffle and later a thin, fatty scum formed be- 
tween the baffle and the outlet weir. 

The ventilating opening always contained a scum, 
which was continually broken up, however, by the gas 
bubbles. In a tank of this type for actual use, an in- 
creased size of the ventilator over the six inches used 
in the experimental tank would prevent its clogging and 
iubsequent passage of the gases of fermentation through 
the settling chamber. 



THE EFFECT OP DESIGN OF THE TAJlJK UPON THE 
SLUDGE PRODUCED. 

Horizontal Plow Tanks. 

"When sedimentation tanks No. 12, 13 and 17 had level 
bottoms and were unbaffled it was observed that the ma- 
jority of the sludge was deposited at the inlet end of the 
tank, and that the sludge at the inlet end contained more 
dry residue of a fixed or inorganic nature than that found 
at the outlet end. 

The construction of baffles and scum boards, in addition 
to improving the efficiency of sedimentation, also re- 
■trained the sludge at the inlet end, thereby keeping the 
outlet compartment freer from sludge or scum liable to be 
carried away with the effluent. 

The successful accomplishment of this is shown in dia- 
gram No. 34; in this particular case two-thirds of the 
sludge was deposited in the first part, one-fourth in the 
second and one-twelfth in the third. 

When the sloping bottoms were built in sedimentation 
tanks No. 12 and 13 it was expected that as sludge formed 
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upon the bottom of the tank, it would continually slip 
along the smooth inclined (16° to the horizontal) bottom 
into the deepest part at the inlet end. During the oper- 
ation of the tanks this did not occur to as great an extent 
as hoped for, but when the supernatant liquor was with- 
drawn the sludge assumed a level surface, leaving the 
sloping bottom exposed as the sludge was pumped out, 
so that no manual labor would have been required to push 
the sludge to an outlet point. 

Vertical Flow Sedimentation Tanks. 

The device for removing sludge from the Emscher tank 
by utilizing the hydrostatic head of water proved suc- 
cessful, even when the sludge was very compact. 

In case the sludge at the bottom of the tank should 
become so dry as not to flow through the sludge pipe, 
or to prevent, during the maturing of the tank, the lib- 
eration of excessively large volumes of entrained gas in 
the sludge, whereby it might be carried up into the set- 
tling chamber, it is the practice in Germany to run a lead 
pipe provided with numerous outlets down the side of 
the tank, circling it near the bottom with a branch to the 
apex of the bottom; through this water under pressure 
can be forced into the sludge to thin it. 

SLUDGE DIGESTION. 

First Experiment. 

When the supernatant liquor in sedimentation tank No. 
17 was withdrawn on July 16, 1909, the sludge was driven 
by a stream of water from a fire nozzle into a concrete 
basin, which it filled to a depth of about 15 inches. It 
was expected that the sludge would settle and the water 
used to drive it could be drawn off the top. In 24 hours, 
however, the reverse occurred, the thin watery mass 
separated into three layers, on the bottom sludge, on 
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the surface scum, with a layer of water between. Gas 
bubbles continually rose, some times breaking through 
the scum, but generally entrained therein, maintaining 
it at the surface. When the scum was disturbed the lib- 
erated gas was offensive. No diminution of sludge was 
noted. 



Second Experiment. 

The next time tank No. 17 required cleaning, on August 
23, 1909, the supernatant liquor was withdrawn and the 
sludge pumped to a concrete tank 50 square feet in area 
and 5 feet deep. Through a by-pass a very small quan- 
tity of settled sewage was allowed to flow over the sludge 
from time to time. A thick, leathery scum formed on 
the surface, beneath which the mass continued to grow 
thinner and watery, at least partly due to the settled 
sewage passing over. it. After two weeks the entire eon- 
tent was thorough stirred and pumped to a lagoon. (For 
drying see later.) 

Third Experiment. 

On September 22, 1909, fresh sludge was again available 
from tank No. 17 and 4.08 cubic yards were placed in 
the sludge digestion tank. No sewage was added, the 
sludge only being disturbed when sampled. 

After the tank was filled with sludge, it was stirred so 
that the sample taken for analysis represented the entire 
contents. In two days stratification commenced and in 
eight days it was pronounced, the surface appeared like 
the typical leathery scum of a septic tank, being 78 per 
cent, moisture while the sludge at the bottom was 88.3 
per cent, moisture. On October 4, 1909, 2.18 cubic yards 
of fresh sludge was added; this sunk beneath the scum 
which rose as the fresh sludge was added. Pour days 
later the bottom of the tank contained 95.5 per cent. 
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moisture. On October 21, 100 gallons of a thin sludge 
were added and, as before, sunk, the scum remaining in- 
tact. On November 4th a diaphragm pump was set up and 
the suction placed at the bottom of the digestion tank; 
expecting to get thin sludge, it was arranged to discharge 
upon a sand bed, but upon pumping only a strong, foul 
water was obtained, which was analyzed with the follow- 
ing results. 

PARTS PER MILLION. 



Suspended Solids. 
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Four hundred and seventy-six gallons of this water 
were removed from the bottom of the tank, when sud- 
denly the character of the material pumped changed to 
a thin sludge, showing that there must have existed a 
fairly sharp plane of separation between the water and 
the sludge in the tank. Only 52 gallons of this thin 
sludge had been pumped when it became quite like nor- 
mal sludge and the pumping was stopped. 

On the same day 4.1 cubic yards of wet sludge were 
added to the digestion tank, which broke a hole in the 
tough scum covering and sank to the bottom. At fre- 
quent intervals up to the end of the tests attempts were 
made to withdraw water from the bottom of the tank, 
but only thin, offensive sludge could be obtained, and 
although there was liquifaction and gasification during 
the early part of the experiment it seemed to cease en- 
tirely when cold weather set in and did not redevelop in 
the following spring. 
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The collection of samples was difficult, and it is highly- 
probable that in withdrawing samples from the lower 
parts of the tank, some contamination from the dry sur- 
face scum occurred. 

Bacterial examination during the early part of the test 
showed that 1.4 per cent, of the total number of bacteria 
in the scum were liquifiers, 4.2 per cent, at mid depth and 
8.8 per cent, in the lower stratum. 

As an actual example of a similar condition on a large 
scale, there may be seen at Birmingham, in England, la- 
goons of sludge five to six feet deep upon which a thick 
strong crust has formed, beneath which the sludge re- 
mains in its original condition with no apparent loss in 
amount, and Mr. Watson says: "Continued to give off 
foul odor irrespective of age or density." 

As a result of this experiment and the above mentioned 
examples it would seem that the placing of sludge in open 
water-tight tanks is not an advantageous means of dis- 
posal. 



THE AIR DRYING OF SLUDGE IN EARTH 
LAGOONS. 

Description of Lagoons. 

The testiQg station was situated on a hill of rocky for- 
mation with a thin covering of micaceous soil, in which 
four lagoons were excavated to a depth of three feet, 8 
feet by 12 feet in plan or .0022 acre. In the first 
one used, a drainage base was made consisting of a three 
inch layer of one inch to three inch slag covered by f-inch 
slag screenings to such a depth that the surface was even, 
and over that a thin layer of slag screenings from ^-inch 
to dust. From the lowest corner ran a three inch iron 
pipe as a drain. 

The other three lagoons had plain earth bottoms. 
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Action of a Coarse Drainage Floor. 

On August 20, 1909, three and one-half cubic yards 
of wet sludge, 82.8 per cent, moisture from sedimenta^ 
tion basin No. 12 (influent screened sewage), was pumped 
into the lagoon having the slag base and formed a mass 
12 inches deep. 

The first sludge filled the broken slag drainage floor 
at once and ran out of the three inch pipe, which had to 
be plugged up to stop the flow. 

In three weeks the sludge had dried to a consistency 
fit to remove, but was allowed to remain in the lagoon 
to watch its action. The screened influent to this tank 
contained almost no wool fibers nor materials which 
would bond the sludge as it dried. The mealy nature 
of the sludge became evident as soon as the surface was 
dry enough to crack, the cracks gradually developed into 
fissures extending to the bottom of the layer of sludge, 
which facilitated the drying by increasing the area ex- 
posed to the air. "When removed, the lumps piled on the 
side of the lagoon were not offensive, although the fresh 
sludge was. 

Action of Plain Earth Lagoons. 

On October 4, 1909, 3.55 cubic yards of sludge from 
sedimentation basin No. 13 (influent crude sewage) was 
pumped to a lagoon and filled it to a depth of 12 inches 
with a mass 88.7 per cent moisture. In four days the 
surface had dried sufficiently to crack, but the cracks 
never reached the bottom, as in the case of sludge from 
the screened sewage. This sludge dried slower than in 
the preceding case, probably due to the lower tempera- 
ture, and when finally removed was much more dif&cult 
to handle, due to the bonding together of the mass of 
wool fibers. 
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Drying of Emscher Sludge. 

Only 30 gallons of Emscher sludge was usually with- 
drawn at one time and a small earth lagoon was therefore 
made, more to obtain samples of dried Emscher sludge 
than to determine its rate of drying. It was found that 
when freshly drawn Emscher sludge was placed in this 
lagoon, the entrained gas expanded so that the surface 
became convex. As the moisture evaporated or was ab- 
sorbed into the earth, this arch collapsed and cracked, ad- 
mitting air to the mass below. When dry it was very 
porous and spongy. The tarry odor decreased during 
drying, so that the material removed from the lagoon was 
an inert, odorless and unobjectionable substance. 

Drying of Sludge From the Digestion Tank. 

On September 7th the stirred up contents of the sludge 
digestion tank (heretofore described) were pumped to one 
of the plain earth lagoons. Practically a fluid mass, (96.5 
per cent, moisture) filled the lagoon to a depth of 12 
inches. After 24 hours the moisture had been absorbed so 
that the sludge was about four inches deep and 85 per 
cent, moisture, resembling ordinary sludge when first 
placed in a lagoon. In three weeks the surface cracked 
and was firm; when removed from the lagoon it was an 
inodorous, felt-like mass. 

Drying Sludge in Furrows. 

Two furrows were dug, 2 feet wide at the top, 10 
inches at the bottom, 1 foot deep ; one 17 feet, the other 
23 feet long, the idea being that the larger area required 
by furrowing would be more than compensated for by the 
rapid absorption of the moisture by the soil. On Sep- 
tember 17, 1909, sludge from the plain sedimentation 
tank, supplying the outside filters with sewage, was rua 
12 
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into these furrows; it contained 87 per cent, moisture 
and required until October 21st to dry to 60 per cent, 
moisture, when it was removed. As the sludge dried and 
its surface assumed a concave form all rain water was 
caught and absorbed, thereby maintaining the sludge at 
a higher moisture figure than in plain lagoons. 



Table No. 64. 
Showing Results of Air Drying Sludge in Earth Lagoons. 
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Effect of Winter Weather Upon Sludge Exposed in La- 
goons. 

On October 8, 1909, when sedimentation tank No. 12 
was cleaned, 3.9 cubic yards of wet sludge was placed in 
one of the earth lagoons. At the end of four weeks it was 
in a fit condition to remove, but was allowed to remain 
until December 9th. Upon the sides of the lagoon there 
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stood piled lumps of similar sludge which were exposed 
to the same conditions as the contents of the lagoon. 
When snow fell it laid upon the broad, exposed surface 
of the lagoon and when melted slowly was absorbed, 
maintaining a high percentage moisture. 

On the other hand, the lumps piled upon the side pre- 
sented less area to the snow and when it melted it ran 
down and away, so that the lumps remained quite dry all 
winter. 



General Conclusions Upon Lagooning Sludge. 

Sludge was run on the lagoons to a depth of 12 inches 
or at a rate of 1,600 cubic yards of wet sludge per acre. 
In moderate weather the sludge would dry to a consist- 
ency of say, 60 per cent, moisture, and be fit to remove 
before the six weeks usually intervening between sludg- 
ing tanks, and the amount of sludge removed was about 
0.4 of that applied. While the sludge was drying in 
the lagoons samples were taken at weekly intervals and 
subjected to a complete analysis in the hope that certain 
methods would be found superior to others by the loss 
of organic and increase of mineral constituents. But, 
while fats and nitrogen generally tended to decrease, the 
data were not uniform enough to form any laws. 

EXPERIKtENTS TO DETERMINE THE BEST MA- 
TERIAL FOR SLUDGE BEDS. 

Data Sought. 

A sewage disposal plant is sometimes located where the 
soil is of such a character that a natural earth lagoon 
would be inefficient for drying sludge, and it is necessary 
to construct an artificial drying bed. The following ex- 
periments were conducted to determine the best media for 
this purpose and its most efficient arrangement. 
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Sand. 

Apparatus Used. 

A wooden box was built, 12 feet long, 2 feet wide and 
12 inches deep, divided into six equal compartments. 
The bottom was made of fine mesh wire cloth supported 
by a heavy screen. 

Coarse vs. Fine Sand. 

In the bottom of each compartment was first placed a 
six inch layer of screened clinker, one-half inch in diam- 
eter, and upon it a three inch layer of sand, as shown in 
Table No. 65. On November 24, 1909, fresh sludge 90 per 
cent, moisture, from sedimentation basin No. 12 (influent 
screened sewage) was placed three inches thick upon the 
sand. It remained on the sand (under cover at an 
average temperature of 4° C) for nine days, when the 
dried mass was carefully removed and determination 
made of the moisture and amount of media adhering to 
the dry sludge. Results shown in Table No. 66. 

The coarse sand was very unsatisfactory, as the sludge 
seemed to penetrate into the larger voids and conse- 
quently more of the medium was embedded in the cake 
as removed. 

The fine sand did not permit this and probably removed 
a part of the moisture by capillary attraction. 

Assuming that the same amount of medium would be 
removed by a 12-inch layer of sludge, 1,000 cubic yards of 
wet sludge would remove: 

21.8 tons of coarse sand. 
8.6 tons of fine sand. 
7.9 tons of rice coal. 
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Table No. 66. 

(See Diagram No. 37.) 

Showing Studies on Sludge Bed. 



Test Number. 


Number of 

Com- 
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Depth of Sand. 

The medium was removed and at varying depths layers 
of fine sand were placed, as shown in diagram No. 37. 
Sludge 88.6 per cent, moisture from a sedimentation basin 
(influent crude sewage) was placed upon the sand on De- 
cember 29, 1909, and after 13 days, at an average tem- 
perature of 6.5° C. removed; results shown on Table No. 
66. It will be seen that the deeper layer of sand proved 
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more efficient than the shallow layers, confirming the 
theory of capillary attraction; also that the covering of 
rice coal did not interfere with the action of the sand. 

Sawdust and Coal Surface Layers. 

The medium was again removed and the hottom layer 
in all compartments made six inches of fine sand. Upon 
three of the compartments varying thicknesses of saw- 
dust were placed and upon the others rice-size anthracite 
coal. On January 13, 1910, a six inch layer of sludge, 
88.1 per cent, moisture, from a sedimentation tank (in- 
fluent screened sewage) was placed; after seven days 
at an average temperature of 8° C. it was removed. It 
was not practical to determine the amount of sawdust 
adhering to the sludge cake. Results are shown in Table 
No. 66. The thick layer of sawdust was more efficient 
than the thin, whereas the thick layer of coal was less 
efficient than the thin, and the thick layer of sawdust 
equally efficient to the thin layer of coal. 

Sawdust vs. Sand. 

The contents of the compartments were changed to six 
inches of sawdust in three of them, and six inches of fine 
sand in the remainder. Seven tests were made to com- 
pare the sand and sawdust and to find if the sawdust 
would become saturated with moisture. 

The sludge was allowed to remain on the media an 
average of six days and an average of two days of rest. 
The details are shown on Table No. 67, wherein it will be 
seen that the sawdust was equal to sand and did not at 
all lose its power to absorb the water from the sludge. 

Before recommending the use of sawdust for an arti- 
ficial sludge lagoon, however, larger scale experiments 
ought to be conducted to confirm the results here shown. 
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Table No. 67. 

Showing Comparative Efficiency of Sand and Sawdust as 
a Medium to Dry Sludge Upon. 
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DRYING SLUDGE UPON SLUDGE BED UNDER 
COVER. 
Description. 

After the abandonment of the contact system, the 
secondary bed, consisting of three feet of hard furnace 
clinker, one-half inch in diameter, .00585 acre in area and 
enclosed by concrete walls, was covered with a layer of 
fine sand to a depth of six inches. 

Its first use was to dry the contents of the tank in 
which sludge digestion was first studied; on October 5, 
1909, the very thiu sludge, 98.2 per cent, moisture, was 
pumped upon this bed; the water that drained through 
the bed was cloudy and full of large suspended solids, 
worms and worm casts; these evidently came from the 
media of the contact bed. In three days it was a thin, 
dry. cake and could easily have been removed, but there 
being no immediate need for the bed, it was allowed to 
remain. When, on November 4th, it was removed an- 
alysis showed it to contain only 11 per cent, moisture, 
but the sand adhered to the dry cake at the rate of ITJ 
tons per acre. On the same day the 486 gallons of foul 
water from the bottom of the sludge digestion tank were 
discharged upon this bed and later the 56 gallons of thin 
kludge from the same source. 

This formed a thin cake which quickly dried, so that 
on November 18th it was a dry, hard cake of only 6.2 per 
cent, moisture, and was removed. 

Both of these experiments were on too small a scale 
to draw any conclusions from. 

Operation. 

On November 24th wet sludge from a sedimentation 
tank was run upon the bed, 89.6 per cent, moisture, to a 
depth of 18 inches. At first the drains carried off a little 
water, but the flow soon ceased and the sludge began to 
separate into two layers, the upper almost water, and 
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the lower thick sludge that so clogged the pores of the 
sand that the supernatant liquor could not drain off. The 
bed was needed, so on December 8th the supernatant 
liquor was baled off and the sludge, which was found to 
be 85.5 per cent, moisture, dried for a few days and then 
hauled to an earth lagoon outside the building, where 
in the low temperature it immediately froze. 

To prevent the water forming on top of the layer of 
sludge the sides of the sand lagoon were made of sand 
with a slope of one on one, so that any water collecting 
on top could be absorbed as fast as it collected. Also to 
prevent the waste of sand in removing the dry sludge 
and in case it is burnt to prevent the formation on the 
grate bars of a silica glass, the surface of the sand was. 
covered with fine sawdust on one-half and bituminous 
coal on the other. 

On January 12, 1910, when No. 12 tank was cleaned, 
the sludge was placed on this lagoon to a depth of 12 
inches. After 12 days under cover in the cold winter 
weather the moisture had sunk from 95.6 per cent, to 72.4 
per cent., and the sludge could have been removed but 
was allowed to remain to watch its further action. The 
loss of moisture was very slow after this, and on Feb- 
ruary 11th, or after one month, the dry sludge was re- 
moved. It was found that the half on sawdust was 
slightly drier and easier to handle than that on coal, the 
former 68.4 per cent, moisture, the latter 69.2 per cent., 
and soft coal was removed with the sludge cake at the 
rate of 40 tons per acre. 



Description of Second Sludge Bed. 

North of the testing station was a sand washer, the- 
hoppers of which were built in a concrete pit. The sand- 
washing apparatus was removed and a small waU broken 
down ; this left a water-tight pit 9 feet by 17 feet in plan 
and 4 feet 6 inches deep, covered by a leaky roof about 
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six feet above the top and exposed on three sides. On 
the floor three lines of perforated three-inch tile were 
laid leading to a drain, large pieces of broken concrete 
pavement were filled in to a depth of two feet, then six 
inches of one-half inch to three inches gravel, over this a 
two inch layer of sand. This foundation resembled the 
character of ground, as shown by borings, on the site of 
a proposed sludge lagoon near Pennypack Creek. One- 
half inch to three inches gravel was now placed to a 
depth of six inches and finally six inches of fine sand. 

The surface of this lagoon was divided into small 
areas by 12-inch boards, so that there were four areas each 
3' 10" X 4' 3", six areas each 2' 10" x 2' 10" and 
eight areas each 2' IJ" x 1' 11". 

If equal volumes of sludge were placed in these com- 
partments they would fill them respectively 3", 6" and 
12".' 

Operation. 

This lagoon was only used in cold winter weather, but 
it served to show that the rate of drying was a function 
of the depth applied to the lagoon. 

Emscher sludge was used in filling the compartments, 
and it was found that in the winter weather sludge 12 
inches deep was fit to remove in 12 days, although it 
still contained 68 per cent, moisture and had been frozen 
on the surface. The six inch layers dried in 10 days to 
64 per cent, moisture; and a three inch layer in 10 days 
had only 60 per cent, moisture. These results were ob- 
tained in cold winter weather, and at the end of the time 
specified the sludge was not removed, but observed 
weekly. It was found that after the first rapid loss of 
moisture noted above that very little change occurred in 
the sludge. The result of these experiments would indi- 
cate that on an artificial lagoon Emscher sludge 12 inches 
deep could be dried to a consistency fit to remove in two 
weeks even in winter weather. Later in the winter and 
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early spring one inch of sawdust was placed over the 
sand and it was found to facilitate drying slightly, but 
the freezing weather and snow prevented the complete 
drying obtained in summer, and in the operation of Em- 
scher tanks, where sludge can be removed in small quan- 
tities at frequent intervals, it would be advantageous to 
withdraw sludge only in favorable weather, so that it 
could be removed from the lagoon before freezing. Under 
summer conditions the sludge could be removed sooner. 

Artificial Bottom in the Earth Lagoons. 

In two of the earth lagoons at first described artificial 
bottoms were placed; in one, six inches of sand, in the 
other, six inches of sawdust. 

Scum 81.9 per cent, moisture was removed from sedi- 
mentation tank No. 13 (influent crude sewage) on Decem- 
ber 24, 1909, and placed in an earth lagoon having six 
inches of fine sand in the bottom. 

Slight changes occurred, due to the constant freezing 
temperature (see diagram No. 14), up to January 18th; 
the succeeding rise in temperature caused a reduction in 
the percentage moisture, but a snowstorm later restored 
most of it. After nearly two months the scum contained 
85 per cent, moisture. 

An almost identical history is recorded of sludge 
from the same tank which on January 4th was placed 
upon six inches of sawdust in an old earth lagoon. In 
seven weeks, due to. cold and snowstorms, it had only 
lost moisture from 87.6 per cent, to 71 per cent. 

On January 12th sludge from sedimentation tank No. 
12, influent screened sewage, was placed upon six inches 
of sawdust in an old lagoon; it initially contained 95.6 
per cent, moisture. Shortly after the weather moderated 
and in nine days the mass of sludge contained 78 per cent, 
moisture, after that it dried slowly, due to the same cli- 
matic causes already described. 
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INTIMATE MIXTUHE OP SLUDGE AND COAL. 
Preliminary Studies. 

Under a later heading there will be described the burn- 
ing of air-dried sludge and coal in alternate layers. Those 
tests indicated that the fires could be kept in a better 
condition if the sludge and coal was a more intimate mix- 
ture. 

To find the best method of accomplishing this, some 
small size experiments were conducted in mixing various 
sizes of coal and wet sludge. From these it was found 
that the addition of an amount of rice-size anthracite coal 
equal in weight to a unit volume of wet sludge produced 
a mixture the volume of which was 57 per cent, greater 
than the original sludge and with specific gravity of 1.29. 

Upon exposure in a lagoon it was observed that as the 
wet sludge of the mixture dried, its residue formed a coat- 
ing about each piece of coal and the dried mixture could 
be handled like ordinary rice coal. 



The Air Drying of an Intimate Mixture of Eice Coal and 
Wet Sludge. 

When the sedimentation tanks. No. 12, 13 and 17 were 
sludged in the early part of March, a portion of the wet 
sludge was mixed with an equal weight of rice-size white 
ash coal and placed in lagoons having six inches of saw- 
dust in the bottom. 

The analysis of the plain wet sludge used was as 
follows : 



Source. 


Wet Sludge. 


Per Cent. Dry Eesidue. 


Sedimentation Tank No. 


Sp. Gr. 


Per 
Cent. 
Moist. 


roi. 


Fixed. 


Nit. 


Pat*. 


f Influent 

12 screened \ - 

eewiige J 

f Influent 1 

13 crude [_ 

sewage J 

[ Influent 
17 crude 

sewage J 


1.045 
1.045 
1.034 


91.0 
80.5 
91. a 


72.2 
62.6 
51.1 


27.8 
47.4 
48.9 


1.1 
1.2 
1.1 


S.O 

s.s 
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It was found that to effect a good mixture of the 
sludge and coal it had to be handled similarly to making 
concrete, but the tough, tenacious nature of scum made 
its mixture with coal by hand impracticable. 

The addition of coal, almost moisture free, to the wet 
sludge, at once lowered the percentage moisture in the 
mixture made of sludge from sedimentation tank No. 12 
(influent screened sewage) from 91 per cent, to 48.5 per 
cent., and when placed in the lagoon 12 inches deep the 
mixture was firm enough to support 150 pounds per 
square foot. 

Twenty-four hours later, at an average air temperature 
of 4° C. in clear weather, samples were taken at top, mid- 
dle and bottom and per cent, moisture found to be : 

Top 25.8 per cent. 

Middle 27.0 per cent. 

Bottom 30.0 per cent. 

Nine days later, during clear weather, at an average 
air temperature of 3° C, the mixture contained 22.5 per 
cent, moisture. 

On the same day a mixture of coal and sludge from 
sedimentation tank No. 17 (influent crude sewage), which 
had been drying for six days on the artificial sludge la- 
goon under cover, was found to contain 23.8 per cent, 
moisture. 

The dry mixtures were removed from both sources 
and placed in piles at the boiler house, as shown in the 
photograph. 

Conclusions. 

One cubic yard of wet sludge from sedimentation tank 
No. 12, as used in this experiment, weighed 1,763 pounds. 
Based upon the figure obtained in the preliminary studies 
the addition to a cubic yard of sludge of an equal weight 
of coal would produce a volume of 1.5 cubic yards and 
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the resulting mixture would weigh 2,350 pounds per cubic 
yard and be composed as follows: 



Constituent. 




Pounds per 
Cubic Yard. 



-Coal 

Moisture 

Dry residue of the sludge 



1,175 

1,069 

106 



2,350 



After ten days in the lagoon and standing in a pile un- 
der cover one month moisture had evaporated so that, 
although the volume had not changed, the weight had 
decreased from 2,350 pounds to 1,340 pounds per cubic 
yard. This indicates a percentage moisture of 9.7 and a 
loss during drying of 940 pounds of water per cubic yard 
of the mixture. 

The small samples submitted to coal analysis still fur- 
ther dried, as shown in Table No. 70. 

Having in mind that of the original mixture, the coal 
and the dry residue of the sludge remain unchanged and 
the change in weight is due to the drying out of the mix- 
ture, the deduction may readily be made from the above, 
that since each cubic yard (with moisture partially ex- 
pelled), as delivered at the boiler house, must have been 
composed of two-thirds cubic yards of the original sludge 
and of 1,175 pounds of rice coal, the weight of the mixture 
being 1,340 pounds per cubic yard, each ton of 2,000 
pounds was derived from one cubic yard of wet sludge 
and contained 1,760 pounds of coal. 



THE ULTIMATE DISPOSAL OF SLUDGE BY 
BURNING WITH COAL. 

Preliminary Studies. 

Broadly speaking, the valuable constituents of a fuel 
are the "volatile combustible" and the "fixed carbon," 
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the detrimental parts being the "moisture," "ash" and 
"sulphur." "When the source of sludge is considered, 
and the presence therein of fats and cellulose, it is rea- 
sonable to expect that dry sludge would have some fuel 
value. An examination of Table No. 59 will show that 
but little less than one-half of the dry residue of sludge 
(except the digested sludge from the Emscher tank which 
is much less) is volatile. 

A sample of old dry sludge (from the sludge digestion 
tank) was analyzed and tested with the following re- 
sults : 



Wet Sludge. 


Per Cent, ol Dry Besidue That Is 


Per Cent. 
Moisture. 


B. T. U. 


Volatile. 


Pixed. 


Nitrogen. 


Pats. 


61.8 


3,768 


34.8 


65.2 


1.3 


5.2 



The English Royal Commission on Sewage Disposal in 
its Fifth Report cites the instance of Huddersfield, where 
pressed sludge was mixed with coke breeze and burnt in 
quantities as large as 5,421 tons per annum. 

Several cities in Germany have attempted to dispose of 
their sludge by burning, both with and without coal. 



Test to Determine the Practicability of Burning Sludge. 
Description of Sludges. 

The sludges used were "E," (as designated on table 
69) from sedimentation basin No. 12 (influent screened 
sewage), which had been air dried in an earth lagoon 
with a slag underdrain. This sludge contained no coarse 
particles, such as wool, hops, or other inflammable bodies. 
Adhering to its under side was considerable slag from the 
lagoon. 

"H" was sludge from the sedimentation basin No. 10, 
supplying the outside sprinkling filters, which had been 
air dried in trenches. This sludge contained all the solids 
of the sewage. 
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"G" was sludge originally deposited in tank No. 17 
(influent crude sewage), which had been acted upon in 
the first experiment in the digestion tank, whereby much 
organic matter was removed; it was then air dried in an 
earth lagoon and was very light and porous. 

"M" was sludge which also was originally deposited 
in tank No. 17, had been subjected to digestion and air 
dried on an artificial sand lagoon. It was in very thin 
cakes, dry, and considerable sand adhered to it. Samples 
of the above sludge prior to burning and of the coal used 
were analyzed in the Testing Laboratory and results are 
shown in Table No. 68. 



Table No. 68. 

Analyses of Coal and Sludges Burnt at the Spring Garden 
Pumping Station. 



Ooal. 


As 
Beceived. 


Dry Coal. 


Sludge as 
Described 

in the 

Text ol the 

Report. 


B. T. V. 




Dry 
Sample. 






2.S6 








As 
Burnt. 


Volatile combustible 


6.70 


6.86 


X'lxed carbon 


74.46 


76.26 








Ash 


16.49 


16.89 


E 


2,780 


1,877 


Total 


100. 


lOO. 


G 


1,864 


1,216 








0.85 


0.87 


H 


3,668 


2,165 






B. T. U. 


12,065 


12,356 


M 


1,596 


1,380 



In the adjacent pumping station an internal combus- 
tion tubular boiler of the Codman type was use'd for the 
test. The four coal fires were put into as nearly identi- 
cal condition as possible. The dry sludges had been 
broken into lumps about two inches in diameter ana 3.08 
cubic feet of each broken sludge was simultaneously 
burned, coal being added to each fire when it was needed. 
13 
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Kesults. 

The detailed results attained are set forth in Table 
No. 69. 

Table JSTo. 69. 
Results of Burning Air-Dried Sludge with Coal. • 

(For description ol fuel see Table No. 68 and text.) 





E. 


, H. 


G. %• 


M. 


Founds of wet sludge burnt 


844. 


282. 


283. 


239. ■ 


Weight in pounds per cubic yard of 










broken sludge 


1016. 


835. 


840. 


Tip. 


Percentage of water in sludge 


32.2 


40.2 


35.8 


15.3 


Percentage of the dry residue volatile 


30. 


28.3 


29.2 


24.5 


Pounds of watSr in sludge used 


111. 


114. 


101. 


37. 


Pounds of dry residue in sludge used 


233. 


168. 


182. 


202. 


Pounds of volatile matter in sludge used. 


70. 


48. 


53. 


50. 


Pounds of fixed matter in sludge used- 


163. 


120. 


129. 


152. 


Pounds of coal burnt with sludge ... 


285. 


192. 


212. 


214. 


Minutes reqiiired for sludge to burn 


lor. 


68. 


83. 


90. 


Minutes reauired for Are to need coal... 


110. 


80. 


83. 


99. 


Pounds of wet sludge burnt per minute. 


3.22 


4.15 


3.41 


2.6S 


Pounds of dry residue burnt per minute 


2.18 


2.47 


2.19 


2.24 


Pounds of volatile matter burnt per 










minute 


.655 


.705 


.636 


.555 


Pounds of coal burnt per one pound of 










Wet sludge .. 


.83 


.68 


.75 


.895 


Dry residue 


.817 


.875 


.86 


.945 


Volatile matter . 


.246 


.25 


.25 


.233 



At the end of the tests the fires were examined and it 
was found that the slag from "E" sludge and the sand 
from "M" sludge had fused and formed a molten glassy 
substance upon the grate bars. If this had not been 
removed at once, but had chilled in the grates, it would 
have seriously injured them. 

With this exception the experiment showed that dried' 
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sludge could readily be burnt under boilers, and that 
probably some economy in coal could be realized; how 
much was not determined, owing to certain limitations of 
the experiment. 



TEST TO DETERMINE THE FUEL VALUE FOR 

STEAM PRODUCTION OF MIXTURES OF EQUAL 

WEIGHTS OF PEA COAL AND DRY SLUDGE. 

Having determined that the sewage produced a sludge 
that it was practicable to burn, attention was next di- 
rected to the determination more accurately of the fuel 
value for steam production of mixtures of sludge and coal. 

A portable boiler of the locomotive type was connected 
by a flue to the large main stack of the pumping station, 
and the same methods used as in determining boiler ef- 
ficiency. 

Description of Sludges. 

The sludges used were from sedimentation tanks No, 
12 (influent screened sewage) and No. 17 (influent crude 
sewage), both dried in earth lagoons and having stood in 
piles through the winter on the ground; and from the 
Emscher tank No. 19 dried on an artificial sand lagoon 
covered with a surface layer of sawdust. 

Methods of Firing. 

At first the pea-size white ash coal was mixed just 
before firing with an equal weight of the partially dried 
sludge and fed into the fire as required. 

A serious difficulty developed in the deadness of the fire 
when cleaned, and this was overcome by adding an excess 
of coal before and after cleaning and an excess of sludge 
between cleanings. In this way the fires were kept m 
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good condition and equal weights of coal and sludge 
were burnt by the end of the experiment. 

Besults. 

The details of the tests are given in the four lower 
lines of Table No. 70, wherein it may be seen that the 
caloric value of the sludge as indicated by its pro rata 
B. T. U. figure was not realized in the amount of water 
evaporated. 

No trouble was experienced in the formation of the 
molten glass aforementioned, as the dried sludge con- 
tained no vitreous material from its drying lagoon. 

TESTS TO DETERMINE THE FUEL VALUE FOR 
STEAM PRODUCTION OF THE DRIED INTIMATE 
MIXTURE OF EQUAL WEIGHTS OF RICE COAL 
AND WET SLUDGE. 

Description of Material. 

There has been previously described the mixing of rice 
coal and wet sludge, its drying in lagoons, and hauling to 
the boiler house. 

The mixtures used were equal weights of rice-size an- 
thracite coal and sludge from sedimentation tank No. 12 
(influent screened sewage) and from sedimentation tanks 
No. 13 and No. 17 (influent crude sewage). The dry- 
ing out of the moisture in the wet sludge very materially 
lowered the percentage of sludge in the mixture as burnt. 

Results. 

In the upper four lines of Table No. 70 there is shown 
the detailed results of the tests, during which several mat- 
ters developed. The fine rice coal fell through the grate 
bars when the fires were cleaned, so that part of the ash 
fihown in the table is really unconsumed fuel. Also the 
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Illustrating Table No. 70 in the Burning of Mixture of 
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sludge-coated rice coal, while it did not fuse together, 
formed a denser mass and required a stronger draft than 
was needed when pea coal was used, a condition which 
would have occurred had coal alone been burnt. It was 
found imperative to burn wood in the bottom of the large 
stack to increase the draft. 

In these tests, even less realization of the caloric value 
of sludge, as determined by its B. T. U. figure, was noted 
than when equal weights of pea coal and dried sludge 
were burnt. 



Final Conclusions. 

Laboratory investigations indicate that there is caloric 
value in sludge, but from the tests it appears that this 
value is not realized in quantity > of water evaporated by 
its burning. 

The tests are not final nor conclusive, as some conditions 
were not identical with actual working conditions and 
unknown factors may have prevented the development 
of the real latent caloric value of the sludge. Neverthe- 
less, if considered in no other way, the very small percent- 
age of coal needed to incinerate the sludge is justified be- 
cause of the saving of several dollars per ton required in 
other methods of sludge disposal. 

Sewage disposal plants in Germany have demonstrated 
the feasibility of utilizing sludge for the manufacturing 
of producer gas, so that it is probable that in this manner 
larger economies could be realized than in steam produc- 
tion. 
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APPENDIX No. 1. 



COMPARISON OF SEWAGE USED IN THESE EX- 
PERIMENTS WITH THAT USED AT 
OTHER TESTING STATIONS. 

The sampling of crude sewage at a testing station is 
so much more thorough than at a purification works, that 
for comparison it is best to use average figures from such 
sources. 

Such data is shown in Table No. 71, wherein the great 
differences in sewage are well shown and justify the op- 
eration of a testing station before the design of large 
works. 



COMPARISON OP THE SEWAGE USED IN THESE 

EXPERIMENTS WITH THAT FROM TYPICAL 

DRAINAGE AREAS OF PHILADELPHIA. 

In May, 1910, samples of sewage composed of small 
portions taken over as long a time as practicable were 
collected and analyzed at the testing station. 

The results shown in Table No. 72 and on diagram 
No. 39 and 40. 

Based upon the above analyses and the flow in each 
sewer sampled, there is shown in Table No. 73 an attempt 
to anticipate the character of sewage which would be 
delivered at a works treating the sewage of the entire 
city. The similarity of the average sewage used at the 
testing station is marked. 



199 



o 

Hi 



60 



CQ 

•SO 

s 






■^ 









Si. 

s 

o 

■sc> 
SS 



o 







•BIBJ 


1 1 

j i S g s s 

1 1 


■anuoiqo 


1 SSSS g 


•iimiiBJLiv 


1 1 1 ql s s 

ill "^ "H 






00 O O O O "* 




i 


•paAiossia 


a ^ S 8 !3 S 




11111°. 






•IBpiOItOO 


1 1 1 1 1 o 




3 




1 1 1 1 1 cq 




a 

o 

Q 


■SuHMSS 


11111'° 

1 1 1 1 1 lA 


fi 






1 1 1 I rH 


2 


E 








CO O O O O ! 




s 


•papnadsng 


CO (» in o o 1 


H 




i-i 1-1 (M <M in 1 


a 


O 








rH O O e» C5 o 


« 




•IBlOi 


^ g s ^ 'a ^ 














1 

2 




•ajBjjijS 


S 8 g g So 8 


1 

03 




O d d rH CJ rH 


•8MHI1I 


S 8 g;^ gsg3 




S 




c> S o <6 ci ci 




U3 03 O CX) O O 




o 


•Binoniniv eai,I 


00 OT rH 1> (N -* 




+3 




Pi rH rH rH 














rH O 00 O CO 






naaoijiK oiubSjo 


03 oi J* gj d 


DQ 




rH O) in O O 




23 


•8IBOIOA 


oj i> jH gq M 




1 
















-* O O J>- o> 




13 


■P3X!J 


tH CO lO t- lO 




■a 








p] 










■IBIOI 


g5 S S 8 S 

rH <M rH "* rH 












a 


1 ! 1 1 i 1 

i i 1 1 i : 

1 1 1 1 i 1 

I ! 1 i 1 i 
j j 1 j i j 






_o 








S S 1 1 1 1 






.3 








as 








o 


ji ji ',',', \ 






1-4 


Mass. Inst. Tec 
Mass. Inst. Tec 
Columbus (e).. 
Waterbury (d)l 
GBoversville (e) 
Philadelphia .. 






la 


OS-05 
06-07 
04-06 
05-06 
08-09 
09-10 






1 

Q 






aassss 1 



13 

SO 



'8 8 



.9 g 

CO lO 


a 

a 


If 


at 


o o o 


O 


o o o 


O 


is 

rH ■^ 




a a 
a a 




dfe 





>> 



■S •a 



Mm u 



03 


s 


& 


■a 




+j 


a R 


W 










CQ 


03 

OQ 


Is 


Pi 


^ 


A 


>?ffl 


« 


a 


1^' a 


b 


>H 


& 


• ^w 


S 


S 


<3 ja 




S3 


•i3 


*H 13 


Tl 










n 


^ 


^ *l 


^ 


















fi 


a 


P.2 

57 3 


s 








O O K ^ P^ 



ca ,o u 'O « 



200 






s 



3 



g 



13 i-O 






o 
•?* 

o 

a, 

o 
■ffl 



C>5 
•g 



S 







•9JBJ 


S 


s 


■ijiniiBJlIV 


g 


S 


■anjiomo 


s 


CO 










■* 




■ 


•pBAIOBSja 


s 


s 




1 
















1 


•iBPionoo 


g 


s 




a 












CD 




E 


•Saimag 




a 




& 














B 


o 


•IBJOi 


§ 


g 




















3 






o 


o 




■sa»Bij!K 


rH 


i-i 


h-( 










s 


1 














K 


i 


•saiwiK 


(M 


q 


W 






d 


o 




1 








•mmv 381 J 


* 


^ 


« 


^ 








<l 


's 








Ph 




•oinoSio 


1-i 


(D 


^ 

5 


■9I!}BI0A 


3 


g 




o 










IS 








•paxij 


to 


g 




1 










1 


•IBJOJ, 


1 


s 










bo 










a 










•43 










m 










V 








1 


+3 








d 


w 








bfl 


xa 








OS 


■f3 








^ 


4a 








lb 


03 








SS 


1 








p. 


3 


















"3 


9 1 








'O 


U 1 








* 


19 










» • 








A 


S : 








F^H 


" 1 








^^ 


'Se* 








o 


°s 








a 


S'^ 








.2 


.9t3 








s 


£ 








°3 


m el 








o 










p. 


9§ 








S 
o 


is 








u 


» « 








s. 


a§ 








3 


sa*^ 










»4 od 








03 


«+» 








|> 


^ n 








«<1 


< 



o 

100 




§ 



KEY 
S DISSOLVED 
D COLLOIDAL 
8 SETTLING 



GRUPE 3EWA&E 



EFFLUENT 
SPRINKLING FILTER 20-4 



EFFLUENT 
SPRINKLING FILTER 22 



AVERAGE VALUES 
PERCENTAGE OF TOTAL 
0XY6BN CONSUMED 
« SETTLItteoOLLOIDAL DISSOLVED 

rCRUK 18 37 45 

20-4- ^20 40 40 

^ 22 20 39 41 



DIAGRAM NO.4.1 

SHOWING 

RATIO BETWEEN THE 

PHYSICAL DIVISIONS OF 

CARBONACEOUS MATTER 



201 



APPENDIX No. 2. 



REMOVAL OF HYDROGEN SULPHIDE. 

It is sometimes found necessary to locate a sewage dis- 
posal plant adjacent to residences, and to eliminate ob- 
jectionable odors produced by stale sewage. It has been 
suggested to collect, by a ventilating system, the gases 
from tanks and covered sprinkling filters, and pass them 
through some porous media, the surface of which would 
be covered with ferric oxide. 

The following experiments were conducted to deter- 
mine the durability of the process and the maximum rate 
at which deodorization could be accomplished. 

Apparatus Used. 

The dilutions of hydrogen sulphide were made in a four- 
liter bottle having a two-hole stopper. 

Through one, water could be admitted at varying rates 
to force the gas out through the other hole. A pipe con- 
ducted the gas to a sealed glass tube, 0.59-inch inside 
diameter and containing 30 inches of excelsior impreg- 
nated with ferric oxide. 

The gas, after passage through the tube, entered a 
Bunsen side-neck filtering flask, upon the bottom of 
which lay a piece of lead paper, the gas, entering the 
flask one-eighth of an inch above the bottom and passing 
out through the side-neck, bubbling up through water. 

Two criterions were adopted— first, the blackening of 
the lead paper; second, the presence of odor when the 
stopper of the Bunsen flask was removed. 
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Lowest Dilution Susceptible to Deodorization. 

In Table No. 74 is shown the result of six experiments 
wherein it was found that a mixture of air and hydrogen 
sulphide ia ratio of 1-200, which was very offensive, was 
rendered inodorous by passage through 30 inches of so- 
called "ferric oxide" at a velocity of 2.5 feet per minute. 

Endurance Test. 

To find how long the action would continue, an endur- 
ance test was made, the details of which are shown in 
Table No. 75 wherein it will be seen that 2.58 cubic feet 
of a mixture of air and hydrogen sulphide, in ratio of 
1-200, passing at a velocity of 2.5 feet per minute through 
the "ferric oxide," in nine hours' actual service exhausted 
beyond recovery the ability of the "ferric oxide" to deod- 
orize hydrogen sulphide. 

Removal of Hydrogen Sulphide by Passage Through a 
Solution of Calcium Hypochlorite. 

Experiments were conducted to determine the practi- 
cability of deodorizing hydrogen sulphide by passing it 
through a solution of calcium hypochlorite. Two hundred 
cc. of a 1 per cent, solution of dry bleaching powder was 
used, the diluted gas bubbling one inch below the surface, 
and the same means used to detect efficiency. A mixture 
of air and hydrogen sulphide in ratio of 1-250 was used. 
Bach bottle contained four liters of the mixture. 

The results accomplished at two rates are shown in 
Table No. 76, from which it will be seen that one cubic 
foot of a mixture of air and hydrogen sulphide at a rate 
of 0.37 cubic feet per hour through 200 cc. of a 1 per 
cent, solution of calcium hypochlorite exhausted its 
ability to remove the odor and used 2,550 parts per million 
available chlorine per cubic foot gas or f-liter 1 per cent, 
bleach solution. 



203 



Table No. 74. 

Removal of Hydrogen Sulphide by Pasmge Through 

"Ferric Oxide." 





Approximate Bate 

of Plow, 

Feet per Minute. 


H ,. S Detected by 




Lead Paper. 


Odor. 


1:10 


2.5 


+ 


+ 


1:50 


2.5 


+ 


+ 


1:100 


2.5 


+ 


+ 


1:150 


2.5 


+ 


+ 


1:200 


2.5 


+ 


— 


1:260 


2.5 


— 


— 



Table No. 75. 

Endurance Test on "Ferric Oxide" in the Removal of 

Hydrogen Sulphide, Using 4 Litres of 1 :250 Dilution 

per Bottle. 



Number 

of 
Bottle. 


Time of 
Passage 
of Gas 

n Minutes. 


Bate of 
Passage 
of Gas 
in Feet per 
Minute. 


Bemarks. 


1 


21 


S.6 




2 


22 


3.4 




3 


10 


7.4 




i 


20 


3.7 


Trace on lead paper. 


5 


16 


4.7 




6 


15 


4.9 




7 


18 


4.1 


Trace on lead paper. 


8 » 


37 


2.0 




9 


15 


4.9 




10 


20 


3.7 




11 


21 


3.6 


Trace on lead paper. 


12 


26 


2.9 




13 


67 


1.3 


Trace on lead paper. 


14 


69 


1.1 


Trace on lead paper. 


15 


35 


2.1 




16 


31 


2.4 


% bottle in 6 minutes gave + by lead paper 


17 


43 


1.7 




18 


51 


1.5 


+ by lead paper; very slight odor. 


19 


13 


1.4 


+ by lead paper; odor strong. 
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Table No. Y6. 



Deodorization of Hydrogen Sulphide hy Passage Through 
a Solution of Calcium Hypochlorite. 

Average rate of flow of a 1-250 dilution gas through the bleach equals 0.23 cnbie- 

feet per hour. 





Minutes Re- 
quired for 

Pour Litres of 
the Diluted 

Gas to Pass 
Through 

the Solution. 


Farts per Million Available 
Chlorine. 




Xnmber of 
Bottle. 


Strength of 
Solution. 


Used by the 

Passage of 

One Litre of 

the 
Diluted Gas. 


Remarks. 






2V 
69 
30 
38 
25 

40 


3MS 
2B40 
2180 
1844 
1278 
852 

no 






1 
2 
S 
1 
5 
6 


109 

90 

84 

142 

107 

71 


Tinge to lead paper^ 
+ no odor. 



Average rate of flow of a 1-260 dilution gas through the bleach equals 0.37 cubit 

feet per hour. 









3406 






1 


27 


3089 


81 


+ no odor. 


2 


28 


27S4 


89 


+ no odor. 


3 


22 


2414 


80 


+ no odor. 


4 


17 


2130 


71 


+ no odor. 


5 


20 


18U 


80 


+ no odor. 


e 


IS 


1314 


124, 


+ no odor. 


7 


28 


887 


107 


+ slight odor. 



